BILL NO. G-70-02-16 (AMENDED) 



GENERAL ORDINANCE NO. G- ///- ?/ 


AN ORDINANCE amending the Building Code with 
respect to Commercial and Industrial (non- 
sanitary) piping systems. 

BE IT ORDAINED BY THE COMMON COUNCIL OF THE CITY OF FORT WAYNE, 
INDIANA: 


SECTION 1. Section 108.4 of Division 100 of Chapter 37 
■ the Municipal Code of the City of Fort Wayne, Indiana, 1946, as 
amended and re-codified by General Ordinance No. G-66-66, passed 
bv he Common Council on June 14, 1966, and approved by the Mayor 
°: dune 15 > 1966, hereinafter referred to as the Building Code, 
iS hereby amended by adding thereto the following: 

1 0 8 .4.1 Permits 

j- 0 8.4.1.1 Need for Permit - No Non-Sanxtary piping work shall be 
done in the city in any building or other place coming 
within the jurisdiction of this code, except in case 
of repair of leaks in existing systems until a permit 
has been issued for the piping work proposed. 


108.4.1.2 Unlawfully Securing Permits for Others - Any person 
duly qualified as required by this Code to supervise 
or perform any work governed by this Code, who shall 
take out or secure a permit as required by this Code 
for work to be done by any person not qualified, nor 
in the employ of such qualified person, or, who shall 
allow his name to be used by any other person for the 
purpose either of doing any such work or obtaining 
permit therefor, shall by such act, upon conviction 
thereof forthwith forfeit qualification status. 

Certification of qualifications of a person 
reauesting a permit may be required by the Building 
Commissioner in case of doubt. 


■ 


108.4.2 


108 . 4 . 3 


Application - Before the granting of a permit, an 
a PPl lc 3tion shall be made on the appropriate blanks 
as are provided for that purpose. The permit shall 
then be issued by the Building Department. 

fc- x ip^ ra tion of Permit - Every permit shall be considered 
voio iT active work is not commenced within a period 
of ninety days after the date of issuance of same. How- 
ever, an extension may be granted by the Building Com- 
missioner upon request. If active work on an instal- 
lation has been suspended for a period of sixty days, 
the permit for such work shall be considered null and 
void . 


Revocation of Permit - The Piping Inspector may revoke 
a permit issued when there has been any false statement 
or misrepresentation in the application or plans on 
which the permit was based. The Piping Inspector may 
revoke a permit issued if reasonable access for 
inspection under this Code should be withheld from a 
properly authorized person." 


SECTION 2. Section 109.4 of Division 100 of the Building 
Code is hereby amended by adding thereto the following: 


108.4.4 


"109.4 

109.4.1 


109.4.2 


COMMERCIAL AND I NDUSTRIAL (NO N-SANITARY ) PIPING & SYSTEMS 

Fees for Permit - Fees for permits are listed below 
and will be based on the cost or value of the piping 
systems . 

$ 0.00 -$1,000.00 $3 00 

$ 1 , 000.00 -$ 2 , 000.00 $ 5.00 

Over $2,000.00 $5.00 plus 

an additional fee of $1.00 for each $1,000.00 of cost 
or value or fractional part thereof in excess of 
$ 2 , 000 . 00 . 

Technical Variance Fee - The application fee for any 
technical variance shall be $25.00." 


SECTION 3. Division 600 of the Building Code is hereby 
amended to read as follows: 
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600.1 

601 


602 

603 


604 


"DIVISION 600 

COMMERCIAL & INDUSTRIAL 

(NON-SANITARY) PIPING & SYSTEMS 
(Minimum Requirements) 


PURPOSE - The purpose of this code is to protect and 
preserve life and property of those coming under its 
jurisdiction within the limits of the City of Fort 
Wayne, Indiana. 


SCOP E 

FoTTT - The following orders, rules, standards, 
regulations and classifications shall apply to all 
new construction, additions, alterations, remodeling 
or changes in occupancy or use, and repair or main- 
tenance in, for or about any building or structure 
Oi. any kind, class or character, used or to be used, 
for any purpose whatsoever. 

601.2 - When in Paragraph 601.1, above, reference is 
made to additions, alterations, remodeling, repair 
or maintenance, it shall not be construed to mean 
that existing system, part or all of which may not 
comply with this code, shall be replaced in order 
that approval may be obtained for the additional, 
altered, remodeled, or repaired portion of the system. 


DEFINITIONS - (none) 


REFERENCE TO STANDARDS 

603.1 - All installations shall be in strict conformity 
with the Drovisions of this ordinance, the Statutes of 
the State of Indiana, the rules and regulations issued 
by the State Fire Marshal of Indiana, or other State 
regulatory bodies, under authority of the State Statutes 
and shall be in conformity with approved standards of 
construction for safety to life and property. Unless 
otherwise specified in this code, conformity with the 
published standards listed and referred to hereafter 
shall be prima facie evidence of conformity with this 
code the same as if the referenced standards were 
printed herein. 

603.2 - In case two or more of the above standards 
conflict, the requirements of the more restrictive 
standard shall prevail. 


S YSTEMS COVERED 

Piping systems covered in this Division shall include 
all systems not now covered in other Divisions of this 
code. Specifically such systems may be : 

Flammable Gas Systems 
Non-flammable Gas Systems 
Flammable Liquid Systems 
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605 


605.2 


605.3 


Non- flammable Liquid Systems 
Fire Protection Systems 
Chemical Systems 
Radioactive Systems 
Lawn Sprinkler Systems 


FLAMMABLE GAS SYSTEMS 

605.1 - All piping, materials, appliances and 
equipment used in connection with flammable gases 
shall be in conformity with the standards of the 
State Fire Marshal of Indiana, the Underwriters 
Laboratories, Inc., The American National Standards 
Institute, The American Gas Association and the 
Standards of the National Fire Protection Association, 
numbered and titled as follows : 


Number 


NFPA Standards 


Title 


37 

51 

51B 

54 

56 

566 

567 

58 

59 


Combustion Engines and Gas Turbines. 

Oxygen-Fuel Gas Systems for welding and cutting. 
Welding and Cutting Processes. 

Installation of Gas appliances and Gas Piping 
in Buildings. 

Flammable Anesthetics Code. 

Bulk Oxygen Systems at Consumer Sites. 

Gaseous Hydrogen Systems at Consumer Sites. 
Storage and Handling of Liquified Petroleum 
Gases . 

LP-Gases at Utility Gas Plants. 


ANSI Standards 


Number Title 

B31.1 Power Piping Systems 

B31.2 Industrial Gas & Air Piping Systems 

B31.3 Petroleum Refinery Piping 

B31.4 Liquid Petroleum Transportation Piping 

B31.8 Gas Transmission and Distribution Piping Systems 


WORKMANSHIP 

ATI labor shall be performed in a thorough and workman- 
like manner, and whenever it appears, in the opinion 
of the Inspector, that any work covered bv this 
Division is being otherwise installed, the Inspector 
shall order such changes as he shall deem necessary. 


WELDING - GENERAL REQUIREMENTS 
605.3.1 - Identification of Welds. 

Each welder shall permanently identify welds made by 
him with a symbol which has been registered with the 
Piping Inspector. 
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605.3.2 - Certification of Welders. 

Each welder shall be qualified for the type of 
welding being performed. Such qualification shall 
be evidenced by certification with the Piping Inspector. 

605.3.2.1 - Requalification requirements 

Welder requalification tests shall be required if 
there is some specific reason to question a welder's 
ability or the welder is not engaged in a given 
process of welding (i.e., arc or gas) for a period 
of six months or more. 

605.3.3 - Testing of Welds. 

Periodically with frequency as specified by the Piping 
Inspector, weld samples may be required for test and 
evaluation for quality. 

6 0 5 . 4 P IPELINE SAFEGUARDS 

Installation of f lammable gas pipelines shall include 
adequate safeguards, which include but are not limited 
to the following. 

605.4.1 - Relief Valves. 

When pressure-reducing devices are used, a suitable 
device shall be provided in addition to prevent actual 
over pressuring. Suitable types of protective devices 
shall prevent over pressuring of distribution systems 
and may include: 

(1) Liquid seal devices 

(2) Mechanical relief valves 

(3) Automatic Shut-off devices 

(4) Pilot loaded back pressure regulators. 

(5) Monitoring regulators 

(6) Series regulator 

605.4.2 - Depth of Burial 

Pipes shall be installed so as to withstand maximum 
anticipated superimposed loads. 

605.4.3 

Pipeline shall be pressure tested and all leaks 
repaired before placing in service. 


605.5 ODORI ZATION 

Any gas distributed to customers through gas mains or 
service lines or used for domestic purposes in com- 
pressor plants, which does not naturally possess a 
distinctive odor to the extent that its presence in 
the atmosphere is readily detectable at all gas 
concentrations of one-fifth of the lower explosive 
limit and above, shall have an odorant added to make 
it so detectable. 


- 5 - 



605.6 


o 


605.5.1 

When Odorant is added, periodic sampling 
shall be conducted to determine effectiveness 
of odorization and necessary records kept by 
the gas supplier. Such records shall be 
readily available for inspection by the 
Building Commissioner or his designee. 

DISTRIBUTION PIPING MAINTENANCE 

605.6.1 - Patrolling 

Distribution mains, which are installed in locations 
or on structures where abnormal physical movement or 
abnormal external loading could cause failure or 
leakage, shall be patrolled periodically, and the 
frequency of patrolling shall be determined by the 
severity of the conditions which could cause failure 
or leakage and the consequent hazards to public safety. 
Once the frequency of inspection has been established 
by the piping inspector, the owner shall submit 
certification that such inspections were held and 
further shall submit a report of their findings to the 
piping inspector. 

605.6.2 - Leakage Surveys and Routine Procedures 

605.6.2.1 - Each operating company having a gas 
distribution system shall set up in its operating 
and maintenance plan a provision for the making 
of neriodic leakage surveys. The types of 
surveys prescribed in the plan shall be one or 
more of the following employed singly or in 
combination, or some other effective procedure 
for locating leaks in underground piping systems: 

(a) Gas detector surveys. 

(b) Bar Test surveys. 

(c) Vegetation surveys. 

(d) Pressure drop surveys. 

(e) Soapsuds testing on exposed pipe and 

fittings . 

605.6.2.2 - The nature of the operations and 
local conditions of each individual company shall 
determine the type and scope of the leakage 
control program most suitable. The character of 
the general service area together with housing 
concentration should determine the frequency of 
the inspection program. 

It is recommended that the inspection pro- 
gram include at least the following provisions: 
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(a) At least once a year a gas detector survey 
should be conducted in business districts by the 
utility, involving tests of the atmosphere in gas, 
electric, telephone, sewer and water system manholes 
at cracks in pavement and sidewalks and at other 
locations providing an opportunity for finding gas 
leaks. Leakage surveys, using one or more of the 
types referred to in 605.6.2.1, should be made of 
the distribution system outside of the principal 
business areas as frequently as experience indicates 
that they are necessary but not less than once every 
five years. 

(b) Leaks located by these surveys shall be 
investigated promptly and any necessary repairs shall 
be made. When the condition of a main or a service, 
as indicated by leak frequency records or visual 
observation, deteriorates to the point where it should 
not be retained in service, it should be replaced 

or reconditioned. 

605.6.3 - Abandoning of Distribution Facilities 

Each operating company shall have a plan in its oper- 
ating and maintenance procedures for sealing off the 
supply of gas to all abandoned distribution facilities 
including service lines, mains, control lines, equip- 
ment and appurtenances. This plan shall include 
procedures for abandoning service lines that have 
remained inactive for a period of 2 years and for which 
there is no planned use. It is recommended that the 
plan include the following provisions: 

(a) If the facilities are abandoned in place or 
are disconnected or separated, the ends shall be capped, 
plugged or otherwise effectively sealed. 

(b) In cases where a main is abandoned, together 
with the service lines connected to it, only the 
customer's end of such service lines need be sealed as 
stipulated above. 

605.6.4 - Test Requirement for Reinstating Abandoned 
and Temporarily Disconnected Service Lines. 

Service lines previously abandoned shall be tested in 
the same manner as new service lines before being re- 
instated. Service lines temporarily disconnected 
because of main renewals or other work shall be tested 
from the point of disconnection to the meter set 
assembly in the same manner as new service lines before 
reconnecting. Water, air, inert gas or gas may be used 
as the test medium. 



606 NON FLAW-TABLE GAS SYSTEMS 

All piping, materials, appliances, equipment and 
installations in connection with non-f lammable gases 
shall be in conformity with the standards of the 
Underwriters Laboratories, Inc., the American Society 
of Mechanical Engineers for Pressure Piping for Unfired 
Pressure Vessels and for Pressure Relieving Devices, and 
the standards of the National Fire Protection Association, 
numbered 56F and titled "Non-Flammable Medical Gas 
System. " 


607 FLAMMABLE LIQUIDS 

All piping materials, appliances, equipment and 
installations in connection with flammable liquids 
shall be in conformity with the standards of the 
Underwriters Laboratories, Inc., the rules and 
regulations of the State Fire Marshal of Indiana, the 
National Safety Council, Inc., Pamphlet No. 24, titled 
"Safe Practices," and the standards of the National 
Fire Protection Association numbered and titled as 
follows : 

Number Title 


30 

31 

32 
321 

3 2 5A 
3 25M 

326 

327 

328 

329 


33 

34 

35 

36 

37 


Flammable and Combustible Liquids Code. 
Installation of Oil Burning Equipment. 

Drv Cleaning Plants. 

Basic Classifications, Flammable and 
Combustible Liquids. 

Flash Points - Trade Name Liquids 
Prop. Flammable Liquids 

Warning Labels on Flammable Liquid Containers 
Cleaning Small Tanks 

Manholes, Sewers, Flammable Liquids & Gases 
Leakage from Underground Flammable and 
Combustible Liquid Tanks. 

Spray Finishing Using Flammable Materials. 

Dip Tanks Containing Flammable or Combustible 
Liquids . 

Manufacture of Organic Coatings. 

Solvent Extraction Plants. 

Combustion Engines and Gas Turbines. 


607.1 Additional Requirements. 


607.1.1 Installation of underground tanks shall be in 
conformity with rules and regulations of the State Fire 
Marshall of Indiana concerning use, handling, storage 
and sale of Flammable Liquids. 

Excavation - Excavation for underground storage tanks 
shall be made with due care to avoid undermining of 
foundations of existing structures. 
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608 


Depth and Cover - Underground tanks shall be. fixed to 
Firm"’ foundations and surrounded with an appropriate 
type of granular backfill well tamped in place. Tanks 
under driveways or heavy traffic areas shall be covered 
with not less than 16 inches of granular fill and 
not less than eight inches of reinforced concrete. 

Tanks under non-traffic areas shall be covered with not 
less than 24 inches of granular fill. 

607.1.2 Discharge piping from underground tanks - 
Pipes shall be substantially supported and protected 
against physical damage and excessive stresses arising 
from settlement, vibration, expansion or contraction, 
and shall include a section of flexible pipe not less 
than one foot in length starting at the tank joint. 

This flexible pipe shall be approved for the purpose. 

All pipes shall drain toward the main tank. 

607.1.3 Safety Shut-Off Valves - Where submersible 
pumps are used in flammable liquid tanks, a remote 
shut-off, or impact valve shall be installed, solidly 
connected with the pedestal or island, and approved 
for the purpose. 

607.1.4 Vent Piping - Vent piping shall be laid so as 
to drain toward the tank without sags or traps in 
which liquid can collect. They shall be located so 
that they will not be subjected to physical damage. 

The tank end of the vent pipe shall enter the tank 
through the top. 

607.1.5 Removal of Tanks - Underground tanks containing 
flammable liquids including, but not limited to gasoline, 
fuel and waste oil, shall be removed upon abandonment. 
Abandonment, for the purpose of this section, shali be 
construed to mean that the premises will be used for 
other purposes not requiring the use of the tanks. 


NON FLAMMABLE LIQUID SYSTEMS 

All piping, material, appliances, equipment and 
installations used in connection with non-flammable 
liquid systems, including, but not limited to proces- 
sing condensates, milk and food products, brine, 
refrigerants, hydraulic fluids, carbon dioxide, etc., shall 
be in conformity with the standards of the American 
Society of Mechanical Engineers, and the recommended 
standards of the Fluid Power Society and their then 
current publications. 


- 9 - 



609 


FIRE PROTECTION SYSTEMS 


610 


All materials and installation in connection with 
fire protection systems shall be in conformity with 
the rules and regulations of the State Fire Marshal 
of Indiana, and the standards of the National Fire 
Protection Association, numbered and titled as 
follows : 


Number 


Title 


11 

12 

13 

14 

15 

16 
17 
20 
22 

23 

24 


Foam Extinguishing Systems. 

Carbon Dioxide Extinguishing Systems. 
Installation of Sprinkler Systems. 
Installation of Standpipe and Hose Systems. 
Water Spray Systems for Fire Protection. 
Foam-Water Sprinkler and Spray Systems. 

Dry Chemical Extinguishing Systems. 
Installations of Centrifugal Fire Pumps. 
Water Tanks for Private Fire Protection. 
Fire Department Connections, Sprinkler, 
Standpipe Systems. 

Outside Protection (Yard Piping) . 


CHEMICAL SYSTEMS 


All piping, materials, appliances and equipment used 
in connection with chemical systems shall be in con- 
formity with the applicable ANSI Standard, such as 
ANSI STD. B31.6, Chemical Plant Piping. 


611 RADIOACTIVE MATERIALS SYSTEMS 

All piping systems conveying radioactive materials 
shall be installed in accordance with the recommen- 
dations of Atomic Energy Commission of the Federal 
Government and the standards of the National Fire 
Protection Association, #801 - "Safe Practice for 
Nuclear Reactors," and USE STD. B31.7 Nuclear Power 
Piping . 


612 GENERAL REGULATIONS 

612.1 Any type of piping system not specifically 
covered by this code shall be installed in accordance 
with accepted practice for that type of piping, and 
in accordance with rules and regulations of other 
regulatory bodies having jurisdiction thereof, and 
shall be in conformity with manufacturers' recom- 
mendations. Two copies of the manufacturers' recom- 
mendations shall be furnished the Building Commissioner 
upon making application for a permit for the specific 
installations . " 
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SECTION 4. This ordinance shall be in full 
force and effect from and after its passage, approval by the 
Mayor and legal publication as required by law. 


Read the first time in full and on motion by seconded by 

and duly adopted, read the second time by title and referred 

to the (Committee on) (and to the City Plan 

Commission for recommendation) (and Public Hearing to be held after due legal notice, 

at the Council Chambers, City Hall, Fort Wayne, Indiana, on 

the day of 19 , at o'clock 


P.M., E.S.T. 
Date: 


Read the third time in full and on motion by 



seconded by 




City Clerk 


and duly adopted, placed on its passage. 


Passed by the following vote: 




AYES 

Adams 
Dunifon 
Fay 
Geake 
Nuckols 
Robinson 

Rousseau 

Steigerwald 

Tipton 

Date 


NAYS r> 


ABSTAINED 


ABSENT 


to -wit: 




u 




*f - >-7 - 7 ! 



City Clerk 

Passed and adopted by the Common Council of the City of Fort Wayne, Indiana, as ^ 
(Zonijag-Map ) ( General ) ( Annex ation ) (Spec-ial-H Appi-up liw Wi wiI OiJi n ance (TTi Jiijjal i rm) No Jf ///- 7/ 

day of > 19 7/ 


on the - % 7 . 

"V/ ,-hf, 


ATTEST : 

? 




(SEAL) 

City Clerk Presidii^gTOfficer 

Presented by me to the Mayor of the City of Fort Wayne, Indiana, on the > 7- 
of . J) , 19 7 / at the hour of V') 3 d o'clock /?-. .H. , E.S.T. 


>~C& 


day 


City Clerk 




Approved and signed by me this 


day of (^c Jda l / - 


at the hour of o'clock /4 .M.,E.S.T. 


77 





Mayor 


' Bill No. G-70-02-16 ( 

REPORT OF THE COMMITTEE ON REGULATIONS 

We s your Committee on Regulations to whom was referred an Ordinance 

amending the Building Code with respect to Commercial and Industrial (non-sanitary 

jpiping an^ systems) f 



have had said Ordinance under consideration and beg leave to report back to the Common 
Council that said Ordinance -C PASS. 

HERBERT G. TIPTON, Chairman /rf&V 

-JACK K..DUNIFQN.,. Vice-Chairman 


.THOMA S . G . ADAMS 


..WILLIAM K. GEAKE 


DATE 


-FUAD G. BONAHOOM, CITY i 


BTLL NO. G-70-02-16 (AMENDED) 


GENERAL ORDINANCE NO. G - . 

AN ORDINANCE amending the Building Code with 
respect to Commercial and Industrial (non— 
sanitary) piping systems, 

BE IT ORDAINED BY THE COMMON COUNCIL OF THE CITY OF FORT WAYNE, 
INDIANA: 


SECTION 1. Section 108,4 of Division 100 of Chapter 37 
of the Municipal Code of the City of Fort Wayne, Indiana, 1946, as 
amended and re-codified by General Ordinance No. G-66-66, passed 
by the Common Council on June 14, 1966, and approved by the Mayor 
on June 15, 1966, hereinafter referred to as the Building Code, 
is hereby amended by adding thereto the following: 

"108.4.1 Permits 

108. 4. 1.1 Need for Permit - No Non-Sanitary piping work shall be 
done in the city in any building or other place coming 
within the jurisdiction of this code, except in case 
of repair of leaks in existing systems until a permit 
has been issued for the piping work proposed. 


4 


1 


108.4.1.2 


Unlawfully Securing Permits for Others - Any person 
duly qualified as required by this Code to supervise 
or perform any work governed by this Code, who shall 
take out or secure a permit as required by this Code 
for work to be done by any person not qualified, nor 
in the employ of such qualified person, or, who shall 
allow his name to be used by any other person for the 
purpose either of doing any such work or obtaining 
permit therefor, shall by such act, upon conviction 
thereof forthwith forfeit qualification status. 


Certification of qualifications of a person 
requesting a permit may be required by the Building 
Commissioner in case of doubt. 



108.4.2 


an 


108.4. 

108.4. 


Code i 

"109.4 

109.4. 


109.4 . 


Application - Before the granting of a permit, 
application shall be made on the appropriate blanks 
as are provided for that purpose. The permit shall 
then be issued by the Building Department. 


Expiration of Permit - Every permit shall be considered 
void i£ active work is not commenced within a period 
of ninety days after the data of issuance of same. How- 
ever, an extension may be granted by the Building Com- 
missioner upon request. If active work on an instal- 
lation has been suspended for a period of sixty days, 
the permit for such work shall be considered null and 
void . 


Revocation of Permit - The Piping Inspector may revoke 
a permit issued when there has been any false statement 
or misrepresentation in the application or plans on 
which the permit was based. The Piping Inspector may 
revoke a permit Issued if reasonable access for 
inspection under this Code should be withheld from a 
properly authorized person." 


SECTION 2. Section 109.4 of Division 100 of the Building 
s hereby amended by adding thereto the following: 


COMMERCIAL AND INDUSTRIAL (NON-SANITARY) PILING & SYSTEMS 

1 Fees for Permit - Fees for permits are listed below 
and will be based on the cost or value of the piping 
systems . 


$ 0.00 -$1,000.00 $3.00 

$ 1 , 000.00 -$ 2 , 000 . 00 - $ 5.00 

Over $2,000.00 $5.00 plus 


an additional fee of $1.00 for each $1,000.00 of cost 
or value or fractional part thereof in excess of 
$ 2 , 000 . 00 . 

2 Technical Variance Fee - The application fee for any 
technical variance shall be $25.00," 


SECTION 3. Division 600 of the Building Code is hereby 


amended to read as follows: 



600.1 

601 


602 

603 


"DIVISION 600 


COMMERCIAL & INDUSTRIAL 

(NON-SANITARY) PIPING & SYSTEMS 
(Miniiman Requirements) 


PURPOSE - The purpose of this code is to protect and 
preserve life and property of those coming under Its 
jurisdiction within the limits of the City of Fort 
Wayne, Indiana. 


SCOPE 

601.1 - The following orders, rules, standards, 
regulations and classifications shall apply to all 
new construction, additions, alterations, remodeling 
or changes in occupancy or use, and repair or main- 
tenance in, for or about any building or structure 
of any kind, class or character, used or to be used, 
for any purpose whatsoever. 

601.2 - When in Paragraph 601.1, above, reference is 
made to additions, alterations, remodeling, repair 
or maintenance, it shall not be construed to mean 
that existing system, part or all of which may not 
comply with this code, shall be replaced in order 
that approval may be obtained for the additional, 
altered, remodeled, or repaired portion of the system. 


DEFINITIONS - (None) 

REFERENCE TO STANDARDS 

603.1 - All installations shall be in strict conformity 
with the provisions of this ordinance, the Statutes of 
the St 3 te of Indiana, the rules and regulations issued 
by the State Fire Marshal of Indiana, or other State 
regulatory bodies, under authority of the State Statutes 
and shall be in conformity with approved standards of 
construction for safety to life and property. Unless 
otherwise specified in this code, conformity with the 
published standards listed and referred to hereafter 
shall be prima facie evidence of conformity with this 
code the same as if the referenced standards were 
printed herein. 

603.2 - In case two or more of the above standards 
conflict, the requirements of the more restrictive 
standard shall prevail. 


••••■<•/; r.:'.r cmycRED 

°iping systems covered in this Division shall include 
all systems not now covered in other Divisions of this 
r ode. Specifically such systems may be: 

Flammable Fas Systems 
Non-flammable Gas Systems 
Hummable Liquid Systems 


3 



Non-f lam ii-1 e Liquid ‘'yste*’? 
Fire ^rotuc t ion Systems 
Chemical c "Stc r.s 
Fad ioacti ve F '/stems 
Lawn S p r i a k 1 a r F y stea s 

flammable caf systems 


605.1 - All piping, materials, appliances ani 
equipment used in connection with flammable gases 
shall be in conformity with the standards of the 
Ftate Tire Marshal of Indiana, the Underwriters 
Laboratories, Inc., The American National Standards 
Institute, The American Gas Association and the 
Standards of the National Fire Protection Association, 
numbered and titled as follows: 


NFPA Standards 


Number 


Title 


37 Combustion Engines and Gas Turbines. 

51 Oxygen-Fuel Gas Systems for welding and cutting. 
51B Welding and Cutting Processes. 

54 Installation of Gas appliances and Gas Piping 
in Buildings. 

56 Flammable Anesthetics Code. 

566 Bulk Oxygen Systems at Consumer Sites. 

567 Gaseous Hydrogen Systems at Consumer Sites. 

58 Storage and Handling of Liquified Petroleum 

Gases. 

59 LP-Gases at Utility Gas Plants. 


ANSI Standards 


Number Title 

B31.1 Power Piping Systems 

B31.2 Industrial Gas & Air Piping Systems 

B31.3 Petroleum Refinery Piping 

B31.4 Liquid Petroleum Transportation Piping 

B31.8 Gas Transmission and Distribution Piping Systems 


605.2 WORKMANSHIP 

All labor shall be performed in a thorough and workman- 
like manner, and whenever it appears, in the opinion 
of the Inspector, that any work covered by this 
Division is being otherwise installed, the Inspector 
shall order such changes as he shall deem necessary. 


605.3 WELDING - GENERAL REQUIREMENTS 

605.3.1 - Identification of Welds. 

Each welder shall permanently identify welds made bv 
him with a symbol which has been registered with the 
Piping Inspector. 
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605.4 


6 05. 5 


-605.3.2 - Certification of Welders. 

Each welder shall be qualified for the type of 
welding being performed. Such qualification shall 
be evidenced by certification with the Piping Inspector. 

605.3.2.1 - Requalification requirements 
Welder requalification tests shall be required if 
there is some specific reason to question a welder's 
ability or the welder is not engaged in a given 
process of welding (i.e., arc or gas) for a period 
of six months or more. 

605.3.3 - Testing of Welds. 

Periodically with frequency as specified by the Piping 
Inspector, weld samples may be required for test 
and evaluation for quality. 


PIPELINE SAFEGUARDS 

Installation of flammable gas pipelines shall include 
adequate safequards, which include but are not limited 
to the following. 

605.4.1 - Relief Valves. 

When pressure reducing devices are used, a suitable 
device shall be provided in addition to prevent actual 
over pressuring. Suitable types of protective devices 
shall prevent over pressuring of distribution systems 
and may include: 

(1) Liquid seal devices 

(2) Mechanical relief valves 

(3) Automatic shut off devices 

(4) Mlot loaded back pressure regulators 

(5) Monitoring regulators 

(6) Series regulator 

605.4.2 - Depth of Burial 

Mipes shall be installed so as to withstand maximum 
anticipated superimposed loads. 

6D5.4.3 

Pipeline snail be pressure tested and all leaks 
repaired before placing in service. 
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Any gas distributed to customers through gas mains or 
service lines or used for domestic purposes in com- 
pressor plants, which does not naturally possess a 
distinctive odor to the extent that its presence in 
the atmosphere is readily detectable at all gas 
concentrations of one-fifth of the lower explosive 
limit and above, shall have an odorant added to make 
it so detectable. 



'605.5.1 - When odorant ia added, periodic sampling 

shall be conducted to determine effectiveness 
of odorizatlon and necessary records kept by 
the gas supplier. Such records shall be 
readily available for inspection by the 
Building Commissioner or his designee. 


605.6 - DISTRIBUTION PIPING MAINTENANCE 

605.6.1 - Patrolling 

Distribution mains, which are installed in locations 
or on structures where abnormal physical movement or 
abnormal external loading could cause failure or 
leakage, shall be patrolled periodically, and the 
frequency of patrolling shall be determined by the 
severity of the conditions which could cause failure 
or leakage and the consequent hazards to public safety. 
Once the frequency of inspection has been established 
by the piping inspector, the owner shall submit 
certification that such inspections were held and 
further shall submit a report of their findings to the 
piping inspector. 

605.6.2 - Leakage Surveys and Routine Procedures 

605.6.2.1 - Each operating company having a gas 
distribution system shall set up in its operating 
and maintenance plan a provision for the making 
of periodic leakage surveys. The types of 
surveys prescribed in the plan shall be one or 
more of the following employed singly or in 
combination, or some other effective procedure 
for locating leaks in underground piping systems: 

(a) Gas detector surveys. 

(b) Bar Test surveys. 

(c) Vegetation surveys. 

(d) Pressure drop surveys. 

(e) Soapsuds testing on exposed pipe and 

fittings . 

605.6.2.2 - The nature of the operations and 
local conditions of each individual company shall 
determine the type and scope of the leakage 
control program most suitable. The character of 
the general service area together with housing 
concentration should determine the frequency of 
the inspection program. 

It is recommended that the inspection 
progra- include at least the following provisions: 



(a) At least once a year a gas detector survey 
should be conducted in business districts, involvin’ 
tests of the atmosphere in gas, electric, telephone-, 
sewer and water system manholes at cracks in pavement 
and sidewalks and at other locations providing an 
opportunity for finding gas leaks. Leakage surveys, 
using one or more of the types referred to in 605.6.2.1, 
should be made of the distribution system outside of 

the principal business areas as frequently as experience 
indicates that they are necessary but not less than 
once every five years. 

(b) Leaks located by these surveys shall be 
investigated promptly and any necessary repairs shall 
be made. When the condition of a main or a service, 
as indicated by leak frequency records or visual 
observation, deteriorates to the point where it should 
not be retained in service, it should be replaced 

or reconditioned. 

605.6.3 - Abandoning of Distribution Facilities 

Each operating company shall have a plan in its operating 
and maintenance procedures for sealing off the supply 
of gas to all abandoned distribution facilities includ- 
ing service lines, mains, control lines, equipment 
and appurtenances. This plan shall include procedures 
for abandoning service lines that have remained inactive 
for a period of 2 years and for which there is no 
planned use. It is recommended that the plan include 
the following provisions: 

(a) If the Facilities are abandoned in place or 
arc disconnected or separated, the ends shall be capped, 
plugged or otherwise effectively sealed. 

(b) In cases where a main is abandoned, together 
with the service lines connected to it, only the 
customer's end of such service lines need be sealed as 
stipulated above. 

605.6.4 - Test Requirement for Reinstating Abandoned 
and Temporarily Disconnected Service Lines. 

Service lines previously abandoned shall be tested in 
the same manner as new service lines before being re- 
instated. Service lines temporarily disconnected 
because of main renewals or other work shall be tested 
from, the point of disconnection to the meter set 
assembly in the same manner as new service lines before 
reconnecting. Water, air, inert gas or gas may be used 
as the test medium. 
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NON FLAMMABLE GAS SYSTEMS 


607 


All piping, material*, appliances, equipment and 
installations in connection with non-flammable gases 
shall be in conformity with the standards of the 
Underwriters Laboratories, Inc., the American Society 
of Mechanical Engineers for Pressure Piping for Unfired 
Pressure Vessels and for Pressure Relieving Devices, and 
the standards of the National Fire Protection Association, 
numbered 56F and titled "Non-Flammable Medical Gas 
System." 


FLAMMABLE LIQUIDS 

All piping materials, appliances, equipment and 
installations in connection with flammable liquids 
shall be in conformity with the standards of the 
Underwriters Laboratories, Inc., the rules and 
regulations of the State Fire Marshal of Indiana, the 
National Safety Council, Inc., Pamphlet No. 24, titled 
"Safe Practices," and the standards of the National Fire 
Protection Association numbered and titled as follows: 

Number Title 


30 Flammable and Combustible Liquids Code. 

31 Installation of Oil Burning Equipment. 

32 Dry Cleaning Plants. 

321 Basic Classifications, Flammable and Combustible 

Liquids . 

325A Flash Points - Trade Name Liquids 

325M Prop. Flammable Liquids 

326 Warning Labels on Flammable Liquid Containers 

327 Cleaning Small Tanks 

328 Manholes, S.ewers, Flammable Liquids 6 Gases 

329 Leakage from Underground Flammable and 

Combustible Liquid Tanks. 

33 Spray Finishing Using Flammable Materials. 

34 Dip Tanks Containing Flammable or Combustible 

Liquids . 

35 Manufacture of Organic Coatings. 

36 Solvent Extraction Plants. 

37 Combustion Engines and Gas Turbines. 

607.1 Additional Requirements 

607.1.1 Installation of underground tanks 3hall be in 

conformity with rules and regulations of the State Fire 
Marshal of Indiana concerning use, handling, storage and 
sale of Flammable Liquids. 

Ex c a vat i on - Excavation for underground storage tanks 
shall be made with, due care tc avoid undermining of 
f c-undat ions of existing structures. 



Dapth and Cover - Underground tanka ahall be fixed to 

firm foundation* and surrounded with 
bank run gravel wall tamped in place. 
Tanka under driveways or heavy traffic 
areas ahall be covered with not less 
than 16 inches of bank run gravel and 
not less than eight inches of reinforced 
concrete. Tanka under non-traffic 
areas shall be covered with not less 
than 24 inches of bank run gravel . 

607.1.2 Discharge piping from underground tanks. 

Pipes shall be substantially supported and protected 
against physical damage and excessive stresses arising 
from settlement, vibration, expansion or contraction, 
and shall include a section of flexible pipe not less 
than one foot in length starting at the tank joint. 

This flexible pipe shall be approved for the purpose. 

All pipes shall drain toward the main tank. 

607.1.3 Safety Shut Off Valves 

Where submersible pumps are used in flammable liquid 
tanks, a remote shut-off, or impact valve shall be^ in- 
stalled, solidly connected with the pedestal or island, 
and approved for the purpose. 

607.1.4 Vent Piping 

Vent piping shall be laid so as to drain toward the tank 
without sags or traps in which liquid can collect. They 
shall be located so that they will not be subjected to 
physical damage.- The tank end of the vent pipe shall 
enter the tank through the top. 

607.1.5 Removal of Tanks 

Underground tanks containing flammable liquids including, 
but not limited to gasoline, fuel and waste oil, shall be 
removed upon abandonment. Abandonment, for the purpose 
of this section, shall be construed to mean that the 
premises will be used for other purposes not requiring 
the use of the tanks. 
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)N FLA11MABLE LIQUID SYSTEMS 

1 piping , material, appliances, equipment and 
istal lat ions used in connection with non-flammable 
[quid systems, including, but not limited to processing 
mdensates, milk and food products, brine, refrigerants, 
t,Irau lie r 1 u i d s , carbon dioxide, etc., shall be lr. ^ 

> n f o rm i t v with the standards of the American Society^, 
r-hanical Engineers, and the recommended standards o; 
ie Fluid "over Society and their then current 
ib i l,-.;, L i CIS . 



FIRE PROTECTION SYSTEMS 



All materials and installation in connection with c i'-e 
protection systems shall be in conformity with the rules 
and regulations of the State Fire Marshal of Indiana, 
and the standards of the National Fire Protection 
Association, numbered and titled as follows: 

Number Title 

11 Foam Extinguishing Systems. 

12 Carbon Dioxide Extinguishing Systems. 

13 Installation of Sprinkler Systems. 

14 Installation of Standpipe and Hose Systems. 

15 Water Spray Systems for Fire Protection. 

16 Foam-Water Sprinkler and Spray Systems, 

17 Dry Chemical Extinguishing Systems. 

20 Installations of Centrifugal Fire Pumps. 

22 Water Tanks for Private Fire Protection. 

23 Fire Department Connections, Sprinkler, Standpipe 

Systems. 

24 Outside Protection (Yard Piping). 


610 CHEMICAL SYSTEMS 

All piping, materials, appliances and equipment used 
in connection with chemical systems shall be in con- 
formity with the applicable ANSI Standard, such as AN ST 
STD. B31.6, Chemical p lant Piping. 

6 1 1 RADIOACTIVE MATERIALS SYSTEMS 

All piping systems conveying radioactive materials shall 
be installed in accordance with the recommendations of 
Atomic Energy Commission of the Federal Government and 
the standards of the National Fire Protection Association, 
/‘SOI - "Safe Practice for Nuclear Reactors," and USE 
STD. 1531.7 Nuclear p ower Piping. 

6 1 2 GENERAL REGULATIONS 

613,1 Any type of piping system not specifically covered by 
this code shall be installed in accordance with 
accepted practice for that type of piping, and in 
accordance with rules and regulations of other 
regulatory bodies having jurisdiction thereof, and 
shall be in conformity with manufacturers’ recom- 
mendations, Two copies of the manufacturers’ re- 
eo-”neud a Lions shall be furnished the Building 
Co- rr.i s sinner upon -making application for a permit 
far ti.e specific installations." 
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SECTION 4. 


This ordinance shall be in full force 


and effect from and after its passage, approval by the Mayor and legal 
publication as required by law. 
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BILL NO. G-70-02- Ik 


j 

| 

GENERAL ORDINANCE NO. G- 

AN ORDINANCE amending the Building Code with 
respect to Commercial and Industrial (non- 
sanitary piping and systems) . 

BE IT ORDAINED BY THE COMMON COUNCIL OF THE CITY OF FORT WAYNE, 
INDIANA: 

SECTION 1. Section 108.4 of Division 100 of Chapter 37 
of the Municipal Code of the City of Fort Wayne, Indiana, 1946, as 
amended and re-codified by General Ordinance No. G-66-66, passed 
by the Common Council on June 14, 1966, and approved by the Mayor 
on June 15, 1966, hereinafter referred to as the Building Code, 
is hereby amended by adding thereto the following: 

"108.4.1 Permits 

108.4.1.1 Need for Permit - No Non-Sanitary piping work shall be 
done in the city in any building or other place coming 
within the jurisdiction of this code, except in case 
of repair of leaks in existing systems until a permit 
has been issued for the plumbing work proposed. 

108.4.1.2 Resident Owner - A permit may be issued to the owner of 
any building used and occupied by him, work for which 

a permit is required by this code if said work shall 
be actually done by the resident owner or a member of 
his immediate family, and the applicant furnishes a 
sworn statement to that effect. No permit shall be 
issued to the owner of any building to do his own piping 
work if the building for which the permit is required 
is a place of business, apartment house, rental unit, 
or as a house to be offered for resale within one year. 

108.4.1.3 Unlawfully Securing Permits for Others - Any person 
duly licensed as required by this Code to supervise or 
perform any work governed by this Code, who shall, as 
such licensee, take out or secure a permit as required 
by this Code for work to be done by any person not 
connected with such licensee, nor in the employ of such 
licensed person, or, who shall allow his name to be used 
by any other person for the purpose^ either of doing 

any such work or obtaining permit therefor, shall by 
such act, upon conviction thereof forthwith forfeit 
his license. 


108.4.2 

108.4.3 


108.4.4 


Building 

"109.4 

109.4.1 


109.4.2 

amended 


Application - Before the granting of a permit, an 
application shall be made on the appropriate blanks 
as are provided for that purpose. The permit shall 
then be issued by the Building Department. 

Expiration of permit - Every permit shall be considered 
void if active work is not commenced within a period 
of ninety days after the date of issuance of same. How- 
ever, an extension may be granted by the Building 
Commissioner upon request. If active work on an instal- 
lation has been suspended for a period of sixty days, 
the permit for such work shall be considered null and 
void . 

Revocation of Permit — The Piping Inspector may revoke 
a permit issued when there has been any false statement 
or misrepresentation in the application or plans on 
which the permit was based. The Piping Inspector may 
revoke a permit issued if reasonable access for 
inspection under this Code should be withheld from a 
properly authorized person." 

SECTION 2. Section 109.4 of Division 100 of the 
Code is hereby amended by adding thereto the following: 


COMMERCIAL AND INDUSTRIAL (NON- SANITARY) PIPING & SYSTEMS 

Fees for Permit — Fees for permits are listed below 
and will be based on the cost or value of the piping 
systems . 


$ 0.00 - $1,000.00 $3.00 

$1,000.00 - $2,000.00 $5.00 

Over $2,000.00 $5,00 plus 


an additional fee of $1.00 for each $1,000.00 of cost 
or value or fractional part thereof in excess of 
$ 2 , 000 . 00 . 

Technical Variance Fee - The application fee for any 
technical variance shall be $25.00." 

SECTION 3. Division 600 of the Building Code is hereby 
to read as follows: 
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DIVISION 600 


COMMERCIAL & INDUSTRIAL 

(NON- SANITARY) PIPING & SYSTEMS 
(Minimum Requirements) 

600.1 PURPOSE - The purpose of this code is to protect and 

preserve life and property of those coming under its 
jurisdiction within the limits of the City of Fort 
Wayne , Ind iana . 

601 SCOPE 

601.1 - The following orders, rules, standards, 
regulations and classifications shall apply to all 
new construction, additions, alterations, remodeling 
or changes in occupancy or use, and repair or main- 
tenance in, for or about any building or structure 
of any kind, class or character, used or to be used, 
for any purpose whatsoever. 

601.2 - When in Paragraph 601.1, above, reference is 
made to additions, alterations, remodeling, repair 
or maintenance, it shall not be construed to mean 
that existing system, part or all of which may not 
comply with this code, shall be replaced in order 
that approval may be obtained for the additional, 
altered, remodeled, or repaired portion of the system. 

602 DEFINITIONS - (None) 

603 REFERENCE TO STANDARDS 

603.1 - All installations shall be in strict conformity 
with the provisions of this ordinance, the Statutes of 
the State of Indiana, the rules and regulations issued 
by the State Fire Marshal of Indiana, or other State 
regulatory bodies, under authority of the State Statutes 
and shall be in conformity with approved standards of 
construction for safety to life and property. Unless 
otherwise specified in this code, conformity with the 
published standards listed and referred to hereafter 
shall be prima facie evidence of conformity with this 
code the same as if the referenced standards were 
printed herein. 

603.2 - In case two or more of the above standards 
conflict, the requirements of the more restrictive 
standard shall prevail. 

604 SYSTEMS COVERED 

PipingSystems covered in this Division will include all 
systems not now covered in other Divisions of this 
code. Specifically such systems may be: 

Flammable Gas Systems 
Non-flammable Gas Systems 
Flammable Liquid Systems 
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605 


605.2 


605.3 


Non-flammable Liquid Systems 
Fire Protection Systems 
Chemical Systems 
Radioactive Systems 
Lawn Sprinkler Systems 


FLAMMABLE GAS SYSTEMS 

605.1 - All piping, materials, appliances and 
equipment used in connection with flammable gases 
should be in conformity with the standards of the 
State Fire Marshall of Indiana, the Underwriters 
Laboratories, Inc., the American Insurance Association, 
the United States of America Standards Institute, 
the American Gas Association, and/or the standards 
of the National Fire Protection Association, 
numbered and titled as follows: 


NFPA Standards 


Number 


Title 


37 Combustion Engines and Gas Turbines 

51 Oxygen-Fuel Gas Systems for welding and cutting. 

51B Welding and Cutting Processes. 

54 Installation of Gas appliances and Gas Piping 

in Buildings. 

56 Flammable Anesthetics Code. 

566 Bulk Oxygen Systems at Consumer Sites. 

567 Gaseous Hydrogen Systems at Consumer Sites. 

58 Storage and Handling of Liquified Petroleum 

Gases . 

59 LP-Gases at Utility Gas Plants. 

USA Standards 


Number 


Title 


B31.1 Power Piping Systems 

B31.2 Industrial Gas & Air Piping Systems 

B31.3 Petroleum Refinery Piping 

B31.4 Liquid Petroleum Transportation Piping 

B31.8 Gas Transmission and Distribution Piping Systems 

WORKMANSHIP 

All labor shall be performed in a thorough and workman- 
like manner, and whenever it appears, in the opinion 
of the Inspector, that any work covered by this 
Division is being otherwise installed, the Inspector 
shall order such changes as he shall deem necessary. 

WELDING - GENERAL REQUIREMENTS 

605.3.1 - Identification of Welds. 

Each welder shall permanently identify welds made by 
him with a symbol which has been registered with the 
Piping Inspector. 
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605.4 


605.5 


605.3.2 - Certification of Welders. 

Each welder shall be qualified for the type of 
welding being performed. Such qualification shall 
be evidenced by certification with the Piping Inspector. 

605.3.2.1 - Requalification requirements 

Welder requalification tests shall be required if 
there is some specific reason to question a welder’s 
ability or the welder is not engaged in a given 
process of welding (i.e., arc or gas) for a period 
of six months or more. 

uj iTU 

605.3.3 - Testing of Welds. 

Periodically,, frequency as specified by the Piping 
Inspector, weld samples may be required for test 
and evaluation for quality. 

PIPELINE SAFEGUARDS 

Installation of flammable gas pipelines shall include 
adequate safeguards, which include but are not limited 
to the following. 

605.4.1 - Relief Valves. 

When pressure reducing devices are used, a suitable 
device shall be provided in addition to prevent actual 
over pressuring. Suitable types of protective devices 
shall prevent over pressuring of distribution systems 
and may include: 

(1) Liquid seal devices 

(2) Mechanical relief valves 

(3) Automatic shut off devices 

(4) Pilot loaded back pressure regulators 

(5) Monitoring regulators 

(6) Series regulator 

605.4.2 - Depth of Burial 

Pipes shall be installed so as to withstand maximum 
anticipated superimposed loads. 

605.4.3 

Pipeline shall be pressure tested and all leaks 
repaired before placing in service. 

ODORIZATION 

Any gas distributed to customers through gas mains or 
service lines or used for domestic purposes in com- 
pressor plants, which does not naturally possessa 
distinctive odor to the extent that its presence in 
the atmosphere is readily detectable at all gas 
concentrations of one-fifth of the lower explosive 
limit and above, shall have an odorant added to make 
it so detectable. 
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605.5.1 - When odorant is added, periodic sampling 

shall be conducted to determine effectiveness 
of odorization and necessary records kept by 
the gas supplier. Such records shall be 
readily available for inspection by the 
Building Commissioner or his designee. 

605.6 - DISTRIBUTION PIPING MAINTENANCE 


605.6.1 - Patrolling 

Distribution mains, which are installed in locations 
or on structures where abnormal physical movement or 
abnormal external loading could cause failure or 
leakage, shall be patroled periodically, and the 
frequency of patrolling shall be determined by the 
severity of the conditions which could cause failure 
or leakage and the consequent hazards to public safety. 
Once the frequency of inspection has been established 
by the piping inspector, the owner shall submit 
certification that such inspections were held and 
further shall submit a report of their findings to the 
piping inspector. 

605.6.2 - Leakage Surveys and Routine Procedures 

605.6.2.1 - Each operating company having a gas 
distribution system shall set up in its operating 
and maintenance plan a provision for the making 
of periodic leakage surveys. The types of 
surveys prescribed in the plan shall be one or 
more of the following employed singly or in 
combination, or some other effective procedure 
for locating leaks in underground piping systems: 

(a) Gas detector surveys. 

(b) Bar Test surveys. 

(c) Vegetation surveys. 

(d) Pressure drop surveys. 

(e) Soapsuds testing on exposed pipe and 

fittings . 

605.6.2.2 - The nature of the operations and 
local conditions of each individual company shall 
determine the type and scope of the leakage 
control program most suitable. The character of 
the general service area together with housing 
concentration should determine the frequency of 
the inspection program. 

It is recommended that the inspection 
program include at least the following provisions: 
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(a) At least once a year a gas detector survey 
should be conducted in business districts, involving 
tests of the atmosphere in gas, electric, telephone, 
sewer and water system manholes at cracks in pavement 
and sidewalks and at other locations providing an 
opportunity for finding gas leaks. Leakage surveys, 
using one or more of the types referred to in 605.6.2.1, 
should be made of the distribution system outside of 
the principal business areas as frequently as experience 
indicates that they are necessary but not less than 
once every five years. 

(b) Leaks located by these surveys shall be 
investigated promptly and any necessary repairs shall 
be made. When the condition of a main or a service, 
as indicated by leak frequency records or visual 
observation, deteriorates to the point where it should 
not be retained in service, it should be replaced 

or reconditioned. 

605.6.3 - Abandoning of Distribution Facilities 


Each operating company shall have a plan in its operatin 
and maintenance procedures for sealing off the supply 
of gas to all abandoned distribution facilities includ- 
ing service lines, mains, control lines, equipment 
and appurtenances. This plan shall include procedures 
for abandoning service lines that have remained inactive 
for a period of 2 years and for which there is no 
planned use. It is recommended that the plan include 
the following provisions: 
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(a) If the Facilities are abandoned in place or 
are disconnected or separated, the ends shall be capped, 
plugged or otherwise effectively sealed. 

(b) In cases where a main is abandoned, together 
with the service lines connected to it, only the 
customer's end of such service lines need be sealed as 
stipulated above. 

605.6.4 - Test Requirement for Reinstating Abandoned 
and Temporarily Disconnected Service Lines. 

Service lines previously abandoned shall be tested in 
the same manner as new service lines before being re- 
instated. Service lines temporarily disconnected 
because of main renewals or other work shall be tested 
from the point of disconnection to the meter set 
assembly in the same manner as new service lines before 
reconnecting. Water, air, inert gas or gas may be used 
as the test medium. . 
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606 NON FLAMMABLE GAS SYSTEMS 

All piping, materials, appliances, equipment and 
installations in connection with non-flammable gases 
shall be in conformity with the standards of the 
Underwriters Laboratories, Inc., the American Insurance 
Association, the American Society of Mechanical 
Engineers for Pressure Piping for Unfired Pressure 
Vessels and for Pressure Relieving Devices, and/or the 
standards of the National Fire Protection Association, 
numbered 565 and titled "Non-Flammable Medical Gas 
System. " 


607 FLAMMABLE LIQUIDS 

All piping, materials, appliances, equipment and 
installations in connection with flammable liquids 
shall be in conformity with the standards of the 
Underwriters Laboratories, Inc., the American Insurance 
Association, the rules and regulations of the State 
Fire Marshall of Indiana, the National Safety Council, 
Inc., Pamphlet No. 24, titled "Safe Practices," and/or 
the standards of the National Fire Protection Association 
numbered and titled as follows: 

Number Title 



30 

31 

32 
321 

325A 

329 

326 

33 

34 

35 

36 

37 


Flammable and Combustible Liquids Code. 
Installation of Oil Burning Equipment. 

Dry Cleaning Plants. 

Basic Classifications, Flammable and Combustible 
Liquids. 

Flash Points - Trade Name Liquids 
Leakage from Underground Flammable and 
Combustible Liquid Tanks. 

Warning Labels on Flammable Liquid Containers 
Spray Finishing Using Flammable Materials. 

Dip Tanks Containing Flammable or Combustible 
Liquids . 

Manufacture of Organic Coatings. 

Solvent Extraction Plants. 

Combustion Engines and Gas Turbines. 


607.1 Additional Requirements 


607.1.1 -Installation of underground tanks. 

Excavation - Excavation for underground storage tanks 
shall be made with due care to avoid undermining of 
foundations of existing structures. 
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Depth and Cover - Underground tanks shall be fixed to 

firm foundations and surrounded with 
bank run gravel well tamped in place. 
Tanks under driveways or heavy traffic 
areas shall be covered with not less 
than 16 inches of bank run gravel and 
not less than eight inches of reinforc 
concrete. Tanks under non-traffic 
areas shall be covered with not less 
than 24 inches of bank run gravel. 


ed 


607.1.2 Discharge piping from undergound tanks. 

Pipes shall be substantially supported and protected 
against physical damage and excessive stresses arising 
from settlement, vibration, expansion or contraction, 
and shall include a section of flexible pipe not less 
than one foot in length starting at the tank joint. 
This flexible pipe shall be approved for the purpose. 
All pipes shall drain toward the main tank. 

607.1.3 Removal of Tanks 

Underground tanks containing flammable liquids such as 
gasoline, fuel and waste oil, shall be removed upon 
abandonment. Abandonment, for the purpose of this 
section, shall be construed to mean that the premises 
will be used for other purposes not requiring the use 
of the tanks. 


607.1.4 Vent Piping 

Vent piping shall be laid so as to drain toward the tank 
without sags or traps in which liquid can collect. They 
shall be located so that they will not be subjected to 
physical damage. The tank end of the vent pipe shall 
enter the tank through the top. 

NON-FLAMMABLE LIQUID SYSTEMS 

All piping, material, appliances, equipment and 
installations used in connection with non-flammable 
liquid systems, such as processing condensates, milk 
and food products, brine, refrigerants, hydraulic b 5, 
carbon dioxide, etc. , shall be in conformity with the 
standards of the American Society of Mechanical 
Engineers, and the recommended standards of the Fluid 
Power Society and their then current publications. 


609 FIRE PROTECTION SYSTEMS 


610 


611 


612 




All materials and installation in connection with fire 
protection systems shall be in conformity with the rules 
and regulations of the State Fire Marshall of Indiana, th 
requirements of the Inspection Department of the 
Associated Factory Mutual Fire Insurance Companies and/ 
or the standards of the National Fire Protection 
Association, numbered and titled as follows: 


Number 


Title 


11 Foam Extinguishing Systems 

12 Carbon Dioxide Extinguishing Systems 

13 Installation of Sprinkler Systems 

14 Installation of Standpipe and Hose Systems 

15 Water Spray Systems for Fire Protection. 

16 Foam-Water Sprinkler and Spray Systems. 

17 Dry Chemical Extinguishing Systems. 

20 Installations of Centrifugal Fire Pumps. 

22 Water Tanks for Private Fire Protection. 

23 Fire Department Connections, Sprinkler, Standpipe 

Systems 

24 Outside Protection (Yard Piping) . 

29C Fire Hydrants for Private Fire Service. 

291 Fire Hydrants Uniform Marking. 

802 Fire Protection for Nuclear Reactors. 

CHEMICAL SYSTEMS 

All piping, materials, appliances and equipment used 
in connection with chemical systems shall be in con- 
formity with the applicable USA Standard, such as USA 
STD. B31.6, Chemical Plant Piping. 

RADIOACTIVE MATERIALS SYSTEMS 

All piping systems conveying radioactive materials shall 
be installed in accordance with the recommendations of 
Atomic Energy Commission of the Federal Government and/ 
or the standards of the National Fire Protection 
Association, #801 - "Safe Practice for Nuclear Reactors, ' 
and USE STD. B31.7 Nuclear Power Piping. 

CONFLICTING STANDARDS 


In case two or more of the above standards conflict, the 
requirements of the more restrictive standard shall 
prevail. 
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613 GENERAL REGULATIONS 


613.1 Any type of piping system not specifically covered by 
this code shall be installed in accordance with 
accepted practice for that type of piping, and in 
accordance with rules and regulations of other 
regulatory bodies having jurisdiction thereof, and 
shall be in conformity with manufacturers'" recom- 
mendations. Two copies of the manufacturers' re- 
commendations shall be furnished the Building 
Commissioner upon making application for a permit 
for the specific installations." 


SECTION 4. This ordinance shall be in full force and 


effect from and after its passage, approval by the mayor and 
legal publication as required by law. 
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Read the first time in full and on motion by 


A 




±L 


seconded by 




and duly adopted, read the second time by title and referred 


to the (Committee on) 
Commie aicuy&Mr 


=2. 


( aad -feo --fche- e *t , y ~ py£n 


Public Heatrfng to be’ held aftreir due legal Boti gg^ 


the - C ogr r cr i— Chambers City Hatl , Fort Wayne 5 Illdiuiiuj «u* 

■the — dav of iaajes 196 


at o' clock 


p.m. 

Date: 


to- 7 o 





Read the third time in full and on motion by 


City Clerk 


seconded by 


iZ^ 




and duly adopted, placed on its passage. 


Passed (LOST) by the following vote: 


AYES 

Adams 

Dunifon /""" 

Fay ^ 

Geake £ ^ 

Nuckols 

Robinson "" 

Rou s se au >' 

Steigerwald 

Tipton 


NAYS 


ABSTAINED 


ABSENT 


to -wit: 


Date 


It 


City Clerk 


Passed and adopted by the Common Council of the City of Fort Wayne, Indiana, as 
(T u m i nfc M ii p HCr nr r iM (f m nnmH -n~)ffip~rf A pp — i — ^ Ordinance ^ReauluLiTTir) No._ 

, -c£- 


on the 


2-L 


day of 




., 19fr 7 / . 


ATTEST: 


(SEAL) 


of 


City Clerk 


Presiding Officer 


Presented by me to the Mayor of the City of Fort Wayne, Indiana, on the day 




.» 196 7 / at the hour of . i 


o'clock f? .M. ,E.S.T. 


City Clerk 


Approved and signed by me this 
at the hour of o'clock 


day of 


, 196 


.M. ,E.S.T. 




Mayor 


Date. 


5-1V/1 


Title 


Clerk 
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Notice Is hereby given that on the 27th 
day of April, 1971, the Common Council of 
the City of Fort Wayne, Indiana, in a 
Regular Session, did pass the following 
General Ordinance, to-wit: 

Bill No. G-70-02-1 6 (Amended) 

GENERAL ORDINANCE NO. G-lll-71 
AN ORDINANCE amending the Build- 
ing Code with respect to Commercial 
and Industrial (non-sanitary) piping sys- 
tems. 

BE IT ORDAINED BY THE COMMON 
COUNCIL OF THE CITY OF FORT 
WAYNE, INDIANA: 

SECTION 1. Section 108.4 of Division 100 
of Chapter 37 of the Municipal Code of the 
City of Fort Wayne, Indiana, 1946, as 
amended and re-codified by General Ordi- 
nance No. G- 66 - 66 , passed by the Common 
Council on June 14, 1966, and approved 
by the Mayor on June 15, 1966, hereinafter 
referred to as the Building Code, Is here- 
by amended by adding thereto the follow- 
ing; 

“108.4.1 PERMITS 

108.4.1.1 NEED FOR PERMIT— 

No Non-Sanitary piping work shall be 

done In the City in any building or other 
place coming within the jurisdiction of 
this code, except in case of repair of leaks 
in existing systems until a permit has 
been issued for the piping work pro- 
posed. 

108.4.1.2 Unlawfully Securing Permits for 
Others — Any person duly qualified as 
required by this Code to supervise or per- 
form any work governed by this code, who 
shall take out or secure a permit as re- 
quired by this Code for work to be done 
by any person not qualified, nor in the 
employ of such qualified person, or, who 
shall allow his name to be used by any 
other person for the purpose either of do- 
ing any such work or obtaining permit 
therefor, shall be such act, upon convic- 
tion thereof forthwith forfeit qualification 
status. 

Certification of qualifications of a 
person requesting a permit may be re- 
quired by the Building Commissioner 
In case of doubt. 

108.4.2 APPLICATION — 

Before the granting of a permit, an ap 

plication shall be made on the appropriate 
blanks as are provided for that purpose. , 

The permit shall then be issued by the 
Building Department. 

108.4.3 EXPIRATION OF PERMIT— 

Every permit shall be considered void 

If active work is not commenced within 
a period of ninety days after the date of 
issuance of same. However, an extension 
may be granted by the Building Commis- 
sioner upon request. If active work on an 
installation has been suspended for a peri- 
od of sixty days, the permit for such 
work shall be considered null and void. 

108.4.4 REVOCATION OF PERMIT— 

The Piping Inspector may revoke a 

permit iusued when there has been any 
false statement or misrepresentation in the 
application or plans on which the permit 
was based. The Piping Inspector may re- 
voke a permit issued if reasonable access 
for • Inspection under this Code should be 
withheld from a properly authorized per- 

S °SECTION 2. Section 109.4 of Division 
100 of the Building Code is hereby amend- 
ed by adding thereto the following: 

“109.4 COMMERCIAL AND INDUSTRIAL 
(NON-SANITARY) PIPING AND SYS- 
TEMS 

109.4.1 FEES FOR PERMIT— 

Fees for permits are listed below and 

will be based on the cost or value of the 
piping systems. 

$ 0.00-S1 ,000.00 $3.00 

SI ,000.00-52,000.00 .. $5.00 

Over $2,000.00 $5.00 plus 

an additional fee of $ 1.00 for each 
$ 1 , 000.00 of cost or value or fractional 
part thereof in excess of $ 2 , 000 . 00 . 

109.4.2 TECHNICAL VARIANCE FEE— 

The application fee for any technical 

variance shall be $25.00.” 

SECTION 3. Division 600 of the Buildina 
Code is hereby amended to read as fol- 

"DIVISION 600 

COMMERCIAL & INDUSTRIAL 
(NON-SANITARY) PIPING & SYSTEMS 
(Minimum Requirements) 

600.1 PURPOSE— , , , 

The purpose of this code Is to protect 
and preserve life and property of those 
coming under its jurisdiction within the 
limits of the City of Fort Wayne,. Indiana. 

601 SCOPE — 

601.1 — The following orders, rules, stan- 
dards, regulations and classifications shall 
apply to all new construction, additions, 
alterations, remodeling or changes in oc- 
cupancy or use, and repair or 
ance in, for or about any building or 
structure of any kind, class or 
used or to be used, for any purpose what- 

S °60L2 — When in Paragraph 601.1,, 

above, reference Is made to additions, al- 
terations, remodeling, repair or mainten- 
ance, It shall not be construed to mean 
that existing system, part or all of which | 
may not comply with this code, shall be 
replaced in oraer ma: approval may be 
Obtained for the additional, altered, re- 
modeled, or repaired portion of the sys- 
tem. 

602 DEFINITIONS— (none) 

603 REFERENCE TO STANDARDS 

603.1 — All installations shall be in 
strict conformity with the provisions of 
this ordinance, the Statutes of the State of 
Indiana, the rules and regulations issued 
by the State Fire Marshal of Indiana, or 
other State regulatory bodies, under au- 
thority of the State Statutes and shall be 
in conformity with approved standards of 
construction for safety to life and prop- 
erty. Unless otherwise specified in this 
code, conformity with the published stan- 
dards listed and referred to hereafter 
shall be prima facie evidence of conform- 
ity with this code the same as if the 
referenced standards were printed herein. 

603.2 — In case two or more of the 
above standards conflict, the requirements 
of the more restrictive standard shall pre- 
vail. 

604 SYSTEMS COVERED . iu . 

Piping and systems covered in this Di- 
vision shall include all systems not now 
covered in other Divisions of this code. 
Specifically such systems may be: 

Flammable Gas Systems 
Non-flammable Gas Systems 
Flammable Liquid Systems 
Non-flammable Liquid Systems 
Fire Protection Systems 
Chemical Systems 
Radioactive Systems 
Lawn Sprinkler Systems 

605 FLAMMABLE GAS SYSTEMS 
605.1 — All piping, materials, appliances 

and equipment used in connection with 
flammable gases shall be in conformity 
with the standards of the State Fire Mar- 
shal of Indiana, the Underwriters Labora- 
tories, Inc., The American National Stan- 
dards Institute, The American Gas Asso- 
ciation and the Standards of the National 
Fire Protection Association, numbered and 
titled as follows: 

NFPA Standards 
I Number Title 

i 37 _ Combustion Engines and Gas 
Turbines. 

51 __ Oxygen-Fuel Gas Systems for 
welding and cutting. 

51 B — Welding and Cutting Processes. 

54 — Installation of Gas Appliances 
and Gas Piping in Buildings. 

56 —Flammable Anesthetics Code. 

566 — Bulk Oxygen Systems at Con- 
sumer Sites. 

567 — Gaseous Hydrogen Systems at 
Consumer Sites. 

58 — Storage and Handling of Liquified 
Petroleum Gases. 

58 — Storage and Handling of Liquified 
Petroleum Gases. 

59 — LP-Gases at Utility Gas Plants. 

ANSI Standards 

Number Title 

B31.1 — Power Piping Systems 
B31.2 — Industrial Gas & Air Piping 
Systems . 

B31.3 — Petroleum Refinery Piping 
B31.4 — Liquid Petroleum Transpor- 
tation Piping. , _ 

B31.8 — Gas Transmission and Dis- 
tribution Piping Systems. 

650.2 WORKMANSHIP 
All labor shall be performed in a thor- 
ough and workmanlike manner, and when- 
ever It appears, in the opinion of the In- 
spector, that any work covered by this 
Division is being otherwise installed, the 
Inspector shall order such changes as he 
shall deem necessary. 

605.3 WELDING- 
GENERAL REQUIREMENTS 

605.3.1 — Identification of Welds. 

Each welder shall permanently identify 


PUBLISHER’S AFFIDAVIT 

State of Indiana 1 
.....ALLEN.... County } ss: 

Personally appeared before me, a notary public in and for said county and state, the 

undersigned A, M» HostlHQIl who, being duly sworn, says 

that S.he is Clerk of the 

N EWS-S E NTI NEL 

a DAILY. -._ newspaper of general circulation printed and published 

in the English language in the^cUy ( q{ FO RT WAYNE , INDIA NA 

in state and county aforesaid, and that the printed matter attached hereto is a true copy, 

which was duly published in said paper for....®. time.JL, the dates of publication being 
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Hay 11 ar.d May 18 , 1971 


7/ 7h< 




Subscribed and sworn to before me this. •tShfhday of 

, ' 77/’, //: 


My commission 


expires.,.,. 'Hwcfe..!* 1974.. 



Notary Public 






welds made ty him with a symbol which 
has been registered with the Piping In- 
spector. . , , 

605.3.2 — Certification of Welders. 

Each welder shall be qualified for the 
type of welding being performed. Such 
qualification shall be evidenced by certifi- 
cation with the Piping Inspector. 

605.3.2.1 — Requalification requirements. 

Welder requalification tests shall be re- 
quired if there is some specific reason to 
question a welder’s ability or the welder 
is not engaged in a given process of 
welding (i.e., arc or gas) for a period of 
six months or morer 


605.3.3 — Testing of Welds. 

Periodically with frequency as specified 
by the Piping Inspector, weld samples 
may be required for test and evaluation 
for quality. 

605.4 PIPELINE SAFEGUARDS 
Installation of flammable gas pipelines 

shall include adequate safeguards, which 
include but are not limited to the follow- 
ing. 

605.4.1 — Relief Valves. 

When pressure-reducing devices are used 
a suitable device shall be provided in ad- 
dition to prevent actual over pressuring. 
Suitable types of protective devices shall 
prevent over pressuring of distribution 
systems and may include: 

(1) Liquid seal devices 

(2) Mechanical relief valves 

(3) Automatic Shut-off devices 

(4) Pilot loaded back pressure regulators 

(5) Monitoring regulators 

(6) Series regulator 

605.4.2 — Depth of Burial 

Pipes shall be installed so as to with- 
stand maximum anticipated superimposed 
loads. 

Pipeline shall be pressure tested and all 
leaks repaired before placing in service. 

605.5 ODORIZATION 

Any gas distributed to customers through 
gas mains or service lines or used for do- 
mestic purposes in compressor plants, 
which does not naturally possess a distinc- 
tive odor to the extent that its presence 
in the atmosphere is readily detectable 
at all gas concentrations of one-fifth of 
the lower explosive limit and above, shali 
have an odorant added to make it so de- 
tectable. 

6 ^When Odorant Is added, periodic sorry 
pling shall be conducted to determine ef 
fectiveness of odorization and necessary 
records kept by the gas supplier. Such 
records shall be readily available for in- 
spection by the Building Commissioner or 
his designee. 

605.6 DISTRIBUTION PIPING 

MAINTENANCE 

605.6.1 — Patrolling 

Distribution mains, which are Installed 
in locations or on structures where ab- 
normal physical movement or abnormal ex- 
ternal loading could cause failure or leak- 
age, shall be patrolled periodically, and 
the frequency of patrolling shall be de- 
termined by the severity of the conditions 
which could cause failure or leakage and 
the consequent hazards to public safety. 
Once the frequency of Inspection has 
been established by the piping inspector, 
the owner shall submit certification that 
such Inspections were held and further 
shall submit a report of their findings to 

605.£!f l — * Lecfkage Surveys and Routine 
Procedures .. . 

605.6.2.1 — Each operating company hav- 
ing a gas distribution system shal set 
up in its operating and maintenance plan a 
provision for the making of periodic leak- 
age surveys. The types of surveys pre- 
scribed in the plan shall be one or more 


of the following employed singly or In 
combination, or some other effective pro- 
cedure for locating leaks in underground 
piping systems: 

(a) Gas detector surveys. 

(b) Bar Test Surveys. 

(c) Vegetation surveys. 

(d) Pressure drop surveys. . 

(e) Soapsuds testing on exposed pipe 

60 s! 6!!b2 * T he nature of the operations 
and local conditions of each individual 
company shall determine the type and 
scope of the leakage control program most 
suitable. The character of the general 
service area together with housing concen- 
tration should determine the frequency of 

th f,'S""IS-Mt the inspection 
program include at least the following pro- 

VI ('a) nS At least once a year a gas detector 
survey should be conducted in business 
districts by the utility, involving JlN 5 ° f 
the atmosphere in gas, electric, telephone, 
sewer and water system manho^s at 
cracks in pavement and sidewalks and at 
other locations providing an opportunity 
for finding gas leaks. Leakage surveys, 
using one or more of the types referred 
to in 605.6.2.1, should be made of the 
distribution system outside of the P™'" 
cipal business areas as frequently as ex- 
perience indicates that they are necessary 
but not less than once every five years. 

(b) Leaks located by these surveys shall 
be investigated promptly and J 8 ®' 

sarv repairs shall be made. When the 
condition of a main or a service, as indi- 
cated by leak frequency records or visual 
observation, deteriorates to the point 
where it should not be retained 'n serv- 
ice, it should be replaced or recondi- 

605?6.3' — Abandoning of Distribution Fa- 

C *EEach operating company shall have a 
plan in its operating and maintenance pro- 
cedures for sealing off the supply of 
qas to all abandoned distribution facilities 
including service lines, mains, con Jt™ hnes, 
equipment and appurtenances. This 
shall include procedures for abandoning 
lervice lines that have remained inactive 
for a period of 2 years and for which the 
is no planned use. It is recommended 
that the plan include the following pro- 

V ' 5 (a) nS if the facilities are abandoned In 
place or are disconnected or separated, 
the ends shall be capped, plugged or 
otherwise effectively sealed. 

(b) In cass where a main is aban- 
doned, together with the service lines con- 
nected to it, only the customers end 
of such service lines need be sealed as 

TesT'Requirement for Reinstat- 
ing Abandoned and Temporarily Discon- 
nected Service Lines. . , 

Service lines previously abandoned 
shall be tested in the same manner as 
r.ew service lines before being reinstated. 
Service lines temporarily disconnected be- 
cause of main renewals or other work 
shall be tested from the point of discon- 
nection to the meter set assembly in the 
same manner as new service lines before 
reconnecting. Water, air, inert gas or gas 
may be used as the test medium. 

606 NON FLAMMABLE GAS SYSTEMS 
All piping, materials, appliances, equip- 
ment and installations in connection with 
non-flammable gases shall be In conform- 
Ity with the standards of the Underwrit- 
ers Laboratories, Inc., .the American So- 
ciety of Mechanical Engineers for Pres- 
sure Piping for Unflred Pressure Vessels 
and for Pressure Relieving Devices, and 
fhe standards of the National Fire Protec- 


tion Association, numbered 56F and tltlet 
"Non-Flammable Medical Gas System. 

607 FLAMMABLE LIQUIDS 
All piping materials, appliances, equ p- 
ment and installations in connection wltf 
flammable liquids shall be in conformity 
with the standards of the Underwriters 
Laboratories, Inc., the rules and regula 
tions of the State Fire Marshal of ndi- 
ana, the National Safety Council, Inc., 
Pamphlet No. 24, titled “Safe Practices,’ 
and the Standards of the National Fire 
Protection Association numbered and ti 
tied as follows: 

Number Title 

30 — Flammable and Combustible Li- 
quids Code. , _ 

J 1 — Installation of Oil Burning Equip- 
ment. . 

32 — Dry Cleaning Plants. 

321 — Basic Classifications, Flam- 

mable and Combustible Liquids. 

325A — Flash Points — Trade Name 

325M d — Prop. Flammable Liquids. 

326 — Warning Labels on Flammable 

Liquid Containers. , 

327 — Cleaning Small Tanks. 

328 — Manholes, Sewers, Flammable 

Liquids & Gases. , . , . 

329 Leakage from Underground 


Flammable and Combustible Liquid 
Tanks. gp rQ y Finishing Using Flam- 
mable Materials. . . . 

34 _ Dip Tanks Containing Flam- 
mable or Combustible Li q u . lds ,: 

35 _ Manufacture of Organic Coatings. 

36 — Solvent Extraction Plants. 

37 — Combustion Engines and Gas 
Turbines. 

607.1 Additional Requirements. 

607.1.1 Installation of underground tanks 
shall be in conformity with rules and 
regulations of the State F! 'r®., .^ ars c h + ° rn( ?i 
Indiana concerning use, handling, storage 
and sale of Flammable Liquids. 

Excavation — Excavation for under- 
ground storage tanks shall be 
due care to avoid undermining of founda- 
tions of existing structures. 

Depth and Cover Underground tanks 

shall be fixed to firm foundations and 
surrounded with an appropriate type _ of 
granular backfill well tamped In Place. 
Tanks under driveways or hea vy t raffic 
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the a™itaa S blf d AM^ LZZ°Z prm I ,y w™ 


?N e s, d W^',7 N lh r SWffih-S 
Eki's 0 ^ A^ATE C R^ALS an, PiP '" 8 - 

m P <i?i?Pals Sy s S ^ S be° n |nstaUed r °n°ac~ 
I?nl d i? Ce p with ,he recommendations of 
Atomic Energy Commission of the Fed- 


NntL,S?i Ve S' me l? and , the standards of the 
National F i re Protection Association, No. 

oncT uqp c r T C n Ce J?, r Nuclear Reactors," 
P?plng USE STD ' B31 ' 7 ' Nuclear Power 

6, x 1 ?f N F RAL . REGULATIONS 
612.1 Any type of piping svstem not 
fP® cl f/ c 9 ,, . y covered by this code shall be 

lice 0 for tha d t cc fvn < l anc f e w - i,b accep,ed prac- 
TOr Tha ' 1 ty P e of Piping, and in ac- 

n?hA? n r2 V't h ru,es and regulations of 

?/nn r +hot 9U t at0ry . bod,es having jurisdic- 
ion thereof, and shall be in conformity 

Twn rnUi2c Uf f Ct +u rers ’ recommendations! 
Two copies of the manufacturers’ recom- 

taa nd rnmmi sbd " be furnished the Build- 
Jfl 3 Commissioner upon making applica- 
tions/' ° pern1lt ,or the specific installa- 

,u^ E f„ T '° N Jd T ^ Ordinance shall be In 
tun force and effect from and after its 

nuh?irnt5r? pproval by the Mayor and legal 
publication as required by taw 

JtM? Bonahoom, Clerk of the City 
?h„r+7 Wayne, Indiana, do hereby certify 

S Sf pppy, o«r i a 5 | d Ortlnance 
Council °n th Pd 27th e day by 0 f th Aprn? m j97i n 

a"n3 approved b^Th?^? SWSk 
°f April, 1971 and now r?mains an 
f "o °nd on record in my office. 

of thn N r?t5 T/ £ a 1 d '„? nd ,he official seal 
28th h d e ay'$ Aprn° r i97Y dyne ' ' ndldna ' ,his 
£°1-18 FUAD G ’ bon AHOOM, City Clerk. 
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Notice Is hereby given that on the 27th 
day of April, 1971, the Common Council of 
the City of Fort Wayne, Indiana, in a 
Regular Session, did pass the following 
General Ordinance, to-wit: 

Bill No. G-70-02-16 (Amended) 

GENERAL ORDINANCE NO. G-lll-71 
AN ORDINANCE amending the Build- 
ing Code with respect to Cpmmercial 
and i ndi !«♦•*!« i * * j. 
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State of Indiana 1 
ALLEN.... County } ss: 

Personally appeared before me, a notary public in and for said county and state, the 

undersigned M.» HostlHail who, being duly sworn, says 

that S he is Cleric - 0 f the 

NEW S- SENTINEL 


a DAILY. newspaper of general circulation printed and published 

in the English language in ttm city j of F ORT WAYNE f I NDIANA 

in state and county aforesaid, and that the printed matter attached hereto is a true copy, 

which was duly published in said paper for..# time....!!...., the dates of publication being 

as follows: 

May 11 a r. d Ma y 18 f 1971 
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Notice Is hereby given that on the 27th 
day of April, 1971, the Common Council of 
the City of Fort Wayne, Indiana, in a 
Regular Session, did pass the following 
General Ordinance, to-wit: 

Bill No. G-70-02-16 (Amended) 

GENERAL ORDINANCE NO. G-lll-71 
AN ORDINANCE amendihg the Build- 
ing Code with respect to Commercial 
and Industrial (non-sanitary) piping sys- 
tems. 

BE IT ORDAINED BY THE COMMON 
COUNCIL OF THE CITY OF FORT 
WAYNE, INDIANA: 

SECTION 1. Section 108.4 of Division 100 
of Chapter 37 of the Municipal Code of the 
City of Fort Wayne, Indiana, 1946, as 
amended and re-codified by General Ordi- 
nance No. G-66-66, passed by the Common 
Council on June 14, 1966, and approved 
by the Mayor on June 15, 1966, hereinafter 
referred to as the Building Code, Is here- 
by amended by adding thereto the follow- 
ing: 

“108.4.1 PERMITS 

108.4.1.1 NEED FOR PERMIT— 

No Non-Sanitary piping work shall be 
done in the City in any building or other 
place coming within the jurisdiction of 
this cgde, except in case of repair of leaks 
in existing systems until a permit has 
been issued for the piping work pro- 
posed. 

108.4.1.2 Unlawfully Securing Permits for 
Others — Any person duly qualified as 
required by this Code to supervise or per- 
form any work governed by this code, who 
shall take out or secure a permit as re- 
quired by this Code for work to be done 
by any person not qualified, nor in the 
employ of such qualified person, or, who 
shall allow his name to be used by any 
other person for the purpose either of do- 
ing any such work or obtaining permit 
therefor, shall be such act, upon convic- 
status ere ° f forthwith forfeit qualification 

Certification of qualifications of a 
person requesting a permit may be re- 
quired by the Building Commissioner 
in case of doubt. 

108.4.2 APPLICATION — 

Before the granting of a permit, an ap- 
plication shall be made on the appropriate 
blanks as are provided for that purpose. 
The permit shall then be issued by the 


Once the frequency of Inspection has^ AFFIDAVIT 

been established by the piping inspector, 

the owner shall submit certification that! 

such inspections were held and further > SS : 

shall submit a report of their findings to/ 

the piping inspector. y 

Procedures Leaka9e Surveys and Routined before me, a notary public in and for said county and state, the 

- A ^ V! !- LA ;) - WA1D who, being duly sworn,, says 

provision .CLERK of the 

age surveys, The types of surveys pre- 

of the following employed singly*" < ™ 0 c® RNALd3AZEII£ ....... _. 

combination, or some other effective pro- 
piping systems- 113 leaks ln underground newspaper of general circulation printed and published 

(a) Gas detector surveys. 

(b) Bar Test Surveys. 

(c) Vegetation surveys. 

(d) Pressure drop surveys. 

(e) Soapsuds testing on exposed pipe 

and fittings. p 

605.6.2.2 — The nature of the operations 
and local conditions of each individual 
company shall determine the type and 
**2® ,eak £9 e c p nt rol program most 
suitable. The character of the general 
service area together with housing concen- 
tration should determine the frequency of 
the inspection program. 

It is recommended that the inspection 
Program include at least the following pro- 


uage In the city ) o{ FORT WAYNE. INDIANA ... _ 

-towny 

aforesaid, and that the printed matter attached hereto is a true copy, 
lished in said paper for. 2 timeJBL..., the dates of publication being 

and May 18» 1971 — - 




(a) At least once a year a gas detector irn to before me this... 19thay of... 

/ Should h*» rnnHnrtoH in K > • ; n n- - 


Buildjng ^Department. 


108.4.3 EXPIRATION OF PERMIT— 

Every permit shall be considered void 

If active work Is not commenced within 
a period of ninety days after the date of 
issuance of same. However, an extension 
may be granted by the Building Commis- 
sioner upon request. If active work on an 
installation has been suspended for a peri- 
od , of u si M ' dQ yS/ the permit for such 
work shall be considered null and void 

108.4.4 REVOCATION OF PERMIT— 

The Piping Inspector may revoke a 

permit iusued when there has been any 
false statement or misrepresentation in the 
application or plans on which the permit 
was based. The Piping Inspector may re- 
voke a permit issued if reasonable access 
•1ui. ns ?B ection under thIs Code should be 
withheld from a properly authorized per 
son. 

.SECTION 2 Section 109.4 of Division 
100 of the Building Code is hereby emend 
ed by adding thereto the following: 

COMMERCIAL and industrial 
(NON-SANITARY) PIPING AND SYS- 
TEMS 

109.4.1 FEES FOR PERMIT— 

Fees for permits are listed below and 

will be based on the cost or value of the 
piping systems. 

$ 0.00-SI ,000.00 $3.00 

SI, 000.00- 52,000.00 $5 00 

Over 52,000.00 ; $5.00 plus 

an additional fee of $1.00 for each 
$1,000.00 of cost or value or fractional 
part thereof in excess of $2,000.00. 

109.4.2 TECHNICAL VARIANCE FEE— 

The application fee for any technical 

variance shall be $25.00.” 

SECTION 3. Division 600 of the Building 
Code is hereby amended to read as fol- 
lows: 

"DIVISION 600 

COMMERCIAL & INDUSTRIAL 
(NON-SANITARY) PIPING & SYSTEMS 
, (Minimum Requirements) 

600.1 PURPOSE— 

The purpose of this code Is to protect 
and preserve life and property of those 
coming under its jurisdiction within the 
bmits of the City of Fort Wayne, Indiana. 
OU I oLUr e— - 

601.1 — The following orders, rules, stan- 
dards, regulations and classifications shall 
apply to all new construction, additions, 
alterations, remodeling or changes in oc- 
cupancy or use, and repair or mainten- 
ance in, for or about any building or 
structure of any kind, class or character, 
used or to be used, for any purpose what- 
soever. 

601.2 — When in Paragraph 601.1, 
above, reference is made to additions, al- 
terations, remodeling, repair or mainten- 
ance, it shall not be construed to mean 
that existing system, part or all of which 
may not comply with this code, shall be 
replaced In order that approval may be 
obtained for the additional, altered, re- 
modeled, or repaired portion of the sys- 
tem. 

602 DEFINITIONS— (none) 

603 REFERENCE TO STANDARDS 

603.1 — All Installations shall be In 
strict conformity with the provisions of 
this ordinance, the Statutes of the State of 
Indiana, the rules and regulations Issued 
by the State Fire Marshal of Indiana, or 
other State regulatory bodies, under au- 
thority of the State Statutes and shall be 
in conformity with approved standards of 
construction for safety to life and prop- 
erty. Unless otherwise specified in this 
code, conformity with the published stan- 
dards listed and referred to hereafter 
shall be prima facie evidence of conform- 
ity with this code the same as if the 
referenced standards were printed herein. 

603.2 — In case two or more of the 
above standards conflict, the requirements 
of the more restrictive standard shall pre- 
vail. 

604 SYSTEMS COVERED 

Piping and systems covered in this Di- 
vision shall include all systems not now 
covered in other Divisions of this code 
Specifically such systems may be: 

Flammable Gas Systems 
Non-flammable Gas Systems 
Flammable Liquid Systems 
Won-flammable Liquid Systems 
Fire Protection Systems 
Chemical Systems 
Radioactive Systems 
Lawn Sprinkler Systems 

605 FLAMMABLE GAS SYSTEMS 

605.1 — All piping, materials, appliances 
and equipment used in connection with 
flammable gases shall be in conformity 
with the standards of the State Fire Mar- 
shal of Indiana, the Underwriters Labora- 
tories, Inc., The American National Stan- 
dards Institute, The American Gas Asso- 
ciation and the Standards of the National 
Fire Protection Association, numbered and 
titled as follows: 

NFPA Standards 
Number Title 

37 — Combustion Engines and Gas 
Turbines. 

51 — Oxygen-Fuel Gas Systems for 
welding and cutting. 

51 B — Welding and Cutting Processes. 

54 — Installation of Gas Appliances 
and Gas Piping In Buildings. 

56 — Flammable Anesthetics Code. 

566 — Bulk Oxygen Systems at Con- 
sumer Sites. 

567 — Gaseous Hydrogen Systems at 
Consumer Sites. 

58 — Storage and Handling of Liquified 
Petroleum Gases. 

58 — Storage and Handling of Liquified 
Petroleum Gases. 

59 — LP-Gases at Utility Gas Plants. 

ANSI Standards 
Number Title 

B31.1 — Power Piping Systems 
B31.2 — Industrial Gas & Air Piping 
Systems 

B31.3 — Petroleum Refinery Piping 
B31.4 — Liquid Petroleum Transpor- 
tation Piping. 

B31.8 — Gas Transmission and Dis- 
tribution Piping Systems. 

650.2 WORKMANSHIP 

All labor shall be performed In a thor- 
ough and workmanlike manner, and when- 
ever it appears, in the opinion of the In- 
spector, that any work covered by this 
Division is being otherwise installed, the 
Inspector shall order such changes as he 
shall deem necessary. 

605.3 WELDING- 
GENERAL REQUIREMENTS 

605.3.1 — Identification of Welds. 


survey should be conducted in business 
districts by the utility, involving tests of 
the atmosphere in gas, electric, telephone, 
sewer and water system manholes at 
cracks, in pavement and sidewalks and at 
other locations providing an opportunity 
for finding gas leaks. Leaknnp snrv«/«. r®- 






7 ■ h* wviumy uii upporiunny • 

for finding gas leaks. Leakage surveys, ■ 
using one or more of the types referred 
1? in 605.6.2.1, should be made of the 
distribution system outside of the prin- 
cipal business areas as frequently as ex- 
perience indicates that they are necessary 
but not less than once every five years. 

(b) Leaks located by these surveys shall 
be investigated promptly and any neces- 
sary repairs shall be made. When the 
condition of a main or a service, as indi- 
cated by leak frequency records or visual 
observation, deteriorates to the point 
where it should not be retained In serv- 
ice, it should be replaced or recondi- 
tioned. 

605.6.3 — Abandoning of Distribution Fa- 
cilities. 

Each operating company shall have a 
plan In its operating and maintenance pro- 
cedures for sealing off the supply of 
gas to ail abandoned distribution facilities 
including service lines, mains, control lines, 
equ pment and appurtenances. This plan 
shall include procedures for abandoning 
service lines that have remained inactive 
for a period of 2 years and for which the 
.ho planned use. it is recommended 
that the plan Include the following pro- 
visions: F 

(a) If the facilities are abandoned in 
place or are disconnected or separated, 
the ends shall be capped, plugged or 
otherwise effectively sealed. 

(b) In cass where a main Is aban- 
doned, together with the service lines con- 
nected to it, only the customer’s end 
of such service lines need be sealed as 
stipulated above. 

605.6.4 — Test Requirement for Reinstat- 
ing Abandoned and Temporarily Discon- 
nected Service Lines. 

Service lines previously abandoned 
shall be tested In the same manner as 
new service lines before being reinstated. 
Service lines temporarily disconnected be- 
cause of main renewals or other work 
shall be tested from the point of discon- 
nection to the meter set assembly in the 
same manner as new service lines before 
reconnecting. Water, air, inert gas or gas 
the test medium. 

606 NONFLAMMABLE GAS SYSTEMS 

All piping, materials, appliances, equip- 
ment and installations In connection with 
non-flammable gases shall be in conform- 
ity with the standards of the Underwrit- 
ers Laboratories, Inc., the American So- 
ciety of Mechanical Engineers for Pres- 
sure Piping for Unfired Pressure Vessels 
and for Pressure Relieving Devices, and 
the standards of the National Fire Protec- 
tion Association, numbered 56F and titled 
Non-Ftammable Medical Gas System.” 

607 FLAMMABLE LIQUIDS 

All piping materials, appliances, equip- 
ment and installations In connection with 
fiammabi® liquids shall be In conformity 
with the standards of the Underwriters 
Laboratories, Inc., the rules and regula- 
tions of the State Fire Marshal of Indi- 
ana, National Safety Council, Inc., 
Pamphlet No. 24, titled “Safe Practices,” 
and the Standards of the National Fire 
Protection Association numbered and ti- 
tled as follows: 

Number Title 

30 — Flammable and Combustible Li- 
quids Code. 

31 — Installation of Oil Burning Equip- 
ment. 

32 — Dry Cleaning Plants. 

321 —- Basic Classifications, Flam- 
mable and. Combustible Liquids. 

325A — Flash Points — Trade Name 
Liquids. 

325M — Prop. Flammable Liquids. 

? 2 . 6 7Z Earning Labels on Flammable 
Liquid Containers. 

327 — Cleaning Small Tanks. 

328 -— Manholes, Sewers, Flammable 
Liquids & Gases. 

329 — Leakage from Underground 
Flammable and Combustible Liquid 
Tanks. 

33 uT SPm Finishing Using Flam- 
mable Materials. 

34 — Dip Tanks Containing Flam- 
mable or Combustible Liquids. 

35 — Manufacture of Organic Coatings. 

36 — - Solvent Extraction Plants. 

37 — Combustion Engines and Gas 
Turbines. 

607.1 Additional Requirements. 

607.1.1 Installation of underground tanks 
shall be in conformity with rules and 
regulations of the State Fire Marshall of 
Indiana concerning use, handling, storage 
and sale of Flammable Liquids. 

Excavation — Excavation for under- 
ground storage tanks shall be made with 
due care to avoid undermining of founda- 
tions of existing structures. 

Depth and Cover Underground tanks 

shall be fixed to firm foundations and 
surrounded with an appropriate type of 
granular backfill well tamped In place. 
Tanks under driveways or heavy traffic 
areas shall be covered with not less 
than 16 inches of reinforced concrete. 
Tanks under non-traffic areas shall be cov 
ered with not less than 24 inches of granu- 
lar fill. 

607.1.2 Discharge piping from underground 
tanks — 

Pipes shall be substantially supported 
and protected against physical damage 
and ecesslve stresses arising from set- 
tlement, vibration, expansion or contrac- 
tion, and shall include a section of flex- 
ible pipe not less than one foot In length 
starting at the tank joint. This flexible 
pipe shall be approved for the purpose. 

All pipes shall drain toward the main 
tank. 

607.1.3 Safety Shut-Off Valves — Where 
submersible pumps are used in flammable 
liquid tanks, a remote shut-off, or Impact 
valve shall be Installed, solidly connected 
with the pedestal or Island, and ap- 
proved for the purpose. 

6071.4 Vent Piping — Vent piping shall 
be laid so as to drain toward the tank 
without sags or traps in which liquid 
can collect. They shall be located so 
that they will not be subjected to physical 
damage. The tank end of the vent pipe 
shall enter the tank through the top. 

607.1.5 Removal of Tanks — Under- 
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ivcmiwui u i iuiir.a — under- 
ground tanks containing flammable liquids 
including, but not limited to gasoline, 
fuel and waste oil, shall be removed upon 
abandonment. Abandonment, for the pur- 
pose of this section, shall be construed to 
mean that the premises will be used for 
other purposes not requiring the use of 
the tanks. 

608 NON FLAMMABLE LIQUID SYSTEMS 
All piping, material, appliances, equip- 
ment and installations used In connec- 
tion with non-flammable liquid systems, 
including, but not limited to processing 
condensates, milk and food products, 
brine, refrigerants, hydraulic fluids, car- 
bon dioxide, etc., shall be in conformity 
with the standards of the American So- 
ciety of Mechanical Engineers, and the 
recommended standards of the Fluid 
Power Society and their then current 
publications. 

609 FIRE PROTECTION SYSTEMS 
All materials and Installation In con- 

nection with fire protection systems 


(Minimum Requirements) 

600.1 PURPOSE— 

The purpose of this code Is to protect 
and preserve life and property of those 
coming under its jurisdiction within the 
limits of the City of Fort Wayne, Indiana. 

601 SCOPE- 

601. 1 — The following orders, rules, stan- 
dards, regulations and classifications shall 
apply to all new construction, additions, 
alterations, remodeling or changes in oc- 
cupancy or use, and repair or mainten- 
ance in, for or about any building or 
structure of any kind, class or character, 
used or to be used, for any purpose what- 
soever. 

601.2 — When in Paragraph 601.1, 
above, reference is made to additions, al- 
terations, remodeling, repair or mainten- 
ance, it shall not be construed to mean 
that existing system, part or all of which 
may not comply with this code, shall be 
replaced In order that approval may be 
obtained for the additional, altered, re- 
modeled, or repaired portion of the sys- 
tem. 

602 DEFINITIONS— (none) 

603 REFERENCE TO STANDARDS 

603.1 — All Installations shall be In 
strict conformity with the provisions of 
this ordinance, the Statutes of the State of 
Indiana, the rules and regulations Issued 
by the State Fire Marshal of Indiana, or 
other State regulatory bodies, under au- 
thority of the State Statutes and shall be 
in conformity with approved standards of 
construction for safety to life and prop- 
erty. Unless otherwise specified in this 
code, conformity with the published stan- 
dards listed and referred to hereafter 
shall be prima facie evidence of conform- 
ity with this code the same as if the 
referenced standards were printed herein. 

603.2 — In case two or more of the 
above standards conflict, the requirements 
of the more restrictive standard shall pre- 
vail. 

604 SYSTEMS COVERED 
Piping and systems covered in this Di- 
vision shall include all systems not now 
covered in other Divisions of this code. 
Specifically such systems may be: 

Flammable Gas Systems 
Non-flammable Gas Systems 
Flammable Liquid Systems 
.-Non-flammable Liquid Systems 
Fire Protection Systems 
Chemical Systems 
Radioactive Systems 
Lawn Sprinkler Systems 

605 FLAMMABLE GAS SYSTEMS 

605.1 — All piping, materials, appliances 
and equipment used in connection with 
flammable gases shall be in conformity 
with the standards of the State Fire Mar- 
shal of Indiana, the Underwriters Labora- 
tories, Inc., The American National Stan- 
dards Institute, The American Gas Asso- 
ciation and the Standards of the National 
Fire Protection Association, numbered and 
titled as follows: 

NFPA Standards 
Number Title 

37 — Combustion Engines and Gas 
Turbines. 

51 — Oxygen-Fuel Gas Systems for 
welding and cutting. 

51 B — Welding and Cutting Processes. 

54 — Installation of Gas Appliances 
and Gas Piping In Buildings. 

56 —Flammable Anesthetics Code. 

566 — Bulk Oxygen Systems at Con- 
sumer Sites. 

567 — Gaseous Hydrogen Systems at 
Consumer Sites. 

58 — Storage and Handling of Liquified 
Petroleum Gases. 

58 — Storage and Handling of Liquified 
Petroleum Gases. 

59 _ LP-Gases at Utility Gas Plants. 

ANSI Standards 
Number Title 

B31.1 — Power Piping Systems 
B31.2 — Industrial Gas & Air Piping 
Systems 

B31.3 — Petroleum Refinery Piping 
B31.4 — Liquid Petroleum Transpor- 
tation Piping. 

B31.8 — Gas Transmission and Dis- 
tribution Piping Systems. 

650.2 WORKMANSHIP 
All labor shall be performed in a thor- 
ough and workmanlike manner, and when- 
ever it appears, in the opinion of the In- 
spector, that any work covered by this 
Division is being otherwise installed, the 
Inspector shall order such changes as he 
shall deem necessary. 

605.3 WELDING- 
GENERAL REQUIREMENTS 

605.3.1 — Identification of Welds. 

Each welder shall permanently Identify 
welds made by him with a symbol which 
has been registered with the Piping In- 
spector. 

605.3.2 — Certification of Welders. 

Each welder shall be qualified for the 

type of welding being performed. Such 
qualification shall be evidenced by certifi- 
cation with the Piping Inspector. 

605.3.2.1 — Requalification requirements. 
Welder requalification tests shall be re- 
quired if there is some specific reason to 
question a welder's ability or the welder 
is not engaged in a given process of 
welding (i.e., arc or gas) for a period of 
six months or more. 

605.3.3 — Testing of Welds. . 

Periodically with frequency as specified 

by the Piping Inspector, weld samples 
may be required for test and evaluation 

605.?' PIPELINE SAFEGUARDS 
Installation of flammable gas pipelines 
shall include adequate safeguards, which 
Include but are not limited to the follow- 
ing. 

605.4.1 — Relief Valves. 

When pressure-reducing devices are used 

a suitable device shall be provided In ad- 
dition to prevent actual over pressuring 
Suitable types of protective devices sha I 
prevent over pressuring of distribution 
systems and may include: 

( 1 ) Liquid seal devices 

(2) Mechanical relief valves 

(3) Automatic Shut-off devices 

(4) Pilot loaded back pressure regulators 

(5) Monitoring regulators 

( 6 ) Series regulator 

605.4.2 — Depth of Burial 

Pipes shall be Installed so as to with- 
stand maximum anticipated superimposed 
loads. 

605 - 4 - 3 . _ , ^ „ 
Pipeline shall be pressure tested and all 
leaks repaired before placing in service. 
605.5 ODORIZATION 
Any gas distributed to customers through 
gas mains or service lines or used for do- 
mestic purposes In compressor plants, 
which does not naturally possess a distinc- 
tive odor to the extent that Its presence 
In the atmosphere is readily detectable 
at all gas concentrations of one-fifth of 
the lower explosive limit and above, shall 
have an odorant added to make It so de- 
tectable. 

605.5.1 , „ 

When Odorant is added, periodic sam- 

a shall be conducted to determine ef- 
feness of odorizatlon and necessary 
records kept by the gas supplier. Such 
records shall be readily available for in- 
spection by the Building Commissioner or 
his designee. 

605.6 DISTRIBUTION PIPING 

MAINTENANCE 

605.6.1 — Patrolling 

Distribution mains, which are installed 
in locations or on structures where ab- 
normal physical movement or abnormal ex- 
ternal loading could cause failure or leak- 
age, shall be patrolled periodically, and 
the frequency of patrolling shall be de- 
termined by the severity of the conditions 
which could cause failure or leakage and 
the consequent hazards to public safety. 




.ssociation, numbered 56h am 
‘Non-Flammable Medical Gas System.” 

607 FLAMMABLE LIQUIDS 
All piping materials, appliances, equip- 
ment and installations In connection with 
flammable liquids shall be In conformity 
with the standards of the Underwriters 
Laboratories, Inc., the rules and regula- 
tions of the State Fire Marshal of Indi- 
ana, the National Safety Council, Inc., 
Pamphlet No. 24, titled “Safe Practices,” 
and the Standards of the National Fire 
Protection Association numbered and ti- 
tled as follows: 

Number Title 

30 — Flammable and Combustible Li- 
quids Code. 

31 — Installation of Oil Burning Equip- 
ment. 

32 — Dry Cleaning Plants. 

321 — Basic Classifications, Flam- 

mable and Combustible Liquids. 

325A — Flash Points — Trade Name 
Liquids. 

325M — Prop. Flammable Liquids. 

326 — Warning Labels on Flammable 
Liquid Containers. 

327 — Cleaning Small Tanks. 

328 — Manholes, Sewers, Flammable 
Liquids & Gases. 

329 — Leakage from Underground 
Flammable and Combustible Liquid 
Tanks. 

33 — Spray Finishing Using Flam- 
mable Materials. 

34 — Dip Tanks Containing Flam- 
mable or Combustible Liquids. 

35 — Manufacture of Organic Coatings. 

36 — Solvent Extraction Plants. 

37 — Combustion Engines and Gas 
Turbines. 

607.1 Additional Requirements. 

607.1.1 Installation of underground tanks 
shall be in conformity with rules and 
regulations of the State Fire Marshall of 
Indiana concerning use, handling, storage 
and sale of Flammable Liquids. 

Excavation — Excavation for under- 
ground storage tanks shall be made with 
due care to avoid undermining of founda- 
tions of existing structures. 

Depth and Cover Underground tanks 

shall be fixed to firm foundations and 
surrounded with an appropriate type of 
granular backfill well tamped In place. 
Tanks under driveways or heavy traffic 
areas shall be covered with not less 
than 16 inches of reinforced concrete. 
Tanks under non-traffic areas shall be cov- 
ered with not less than 24 inches of granu- 
lar fill. 

607.1.2 Discharge piping from underground 
tanks — 

Pipes shall be substantially supported 
and protected against physical damage 
and ecesslve stresses arising from set- 
tlement, vibration, expansion or contrac- 
tion, and shall include a section of flex- 
ible pipe not less than one foot In length 
starting at the tank Joint. This flexible 
pipe shall be approved for the purpose. 
All pipes shall drain toward the main 
tank. 

607.1.3 Safety Shut-Off Valves — Where 
submersible pumps are used in flammable 
liquid tanks, a remote shut-off, or Impact 
valve shall be Installed, solidly connected 
with the pedestal or Island, and ap- 
proved for the purpose. 

6071.4 Vent Piping — Vent piping shall 
be laid so as to drain toward the tank 
without sags or traps In which liquid 
can collect. They shall be located so 
that they will not be subjected to physical 
damage. The tank end of the vent pipe 
shall enter the tank through the top. 

607.1.5 Removal of Tanks — Under- 
ground tanks containing flammable liquids 
including, but not limited to gasoline, 
fuel and waste oil, shall be removed upon 
abandonment. Abandonment, for the pur- 
pose of this section, shall be construed to 
mean that the premises will be used for 
other purposes not requiring the use of 
the tanks. 

608 NON FLAMMABLE LIQUID SYSTEMS 
All piping, material, appliances, equip- 
ment and installations used In connec- 
tion with non-flammable liquid systems, 
including, but not limited to processing 
condensates, milk and food products, 
brine, refrigerants, hydraulic fluids, car- 
bon dioxide, etc., shall be in conformity 
with the standards of the American So- 
ciety of Mechanical Engineers, and the 
recommended standards of the Fluid 
Power Society and their then current 
publications. 

609 FIRE PROTECTION SYSTEMS 
All materials and Installation In con- 
nection with fire protection systems shall 
be In conformity with the rules and regu- 
lations of the State Fire Marshall of Indi- 
ana, and the standards of the National 
Fire Protection Association, numbered 
and titled as follows: 

Number Title 

11 — Foam Extinguishing Systems. 

12 — Carbon Dioxide Extinguishing 
Systems. 

13 — Installation of Sprinkler Sys- 
tems. 

14 — Installation of Standpipe and 
Hose Systems. 

15 — Water Spray Systems for Fire 
Protection. 

16 — Foam-Water Sprinkler and 

Spray Systems. , , , 

17 _ Dry Chemical Extinguishing 

Systems. , 

20 — Installations of Centrifugal Fire 

Pumps. 

22 — Water Tanks for Private Fire 

Protection. 

23 _ Fire Department Connections, 
Sprinkler, Standpipe Systems. 

24 — Outside Protection (Yard Piping). 
Inq). 

610 CHEMICAL SYSTEMS 

All piping, materials, appliances and 
equipment used in connection with chemi- 
cal systems shall be In conformity with 
the applicable ANSI Standard, such as 
ANSI STD. B31.6, Chemical Plant Piping. 

611 RADIOACTIVE MATERIALS 
SYSTEMS 

All piping systems conveying radloac 
tlve materials shall be Installed In ac- 
cordance with the recommendations of 
Atomic Energy Commission of the Fed- 
eral Government and the standards of the 
National Fire Protection Association, No. 
801— "Safe Practice for Nuclear Reactors," 
and USE STD. B31.7. Nuclear Power 
Pioina. 

612 GENERAL REGULATIONS 
612.1 Any type of piping system not 

specifically covered by this code shall be 
Installed in accordance with accepted prac- 
tice for that type of piping, and In ac- 
cordance with rules and regulations of 
other regulatory bodies having jurisdic- 
tion thereof, and shall be In conformity 
with manufacturers' recommendations. 
Two copies of the manufacturers’ recom- 
mendations shall be furnished the Build- 
ing Commissioner upon making applica- 
tion for a permit for the specific Installa- 
tions." „ , 

SECTION 4. This Ordinance shall be In 
full force and effect from and after Its 
passaae, approval by the Mayor and legal 
publication as required by law. 

I, Fuad G. Bonahoom, Clerk of the City 
of Fort Wayne, Indiana, do hereby certify 
that the above and foregoing is a full, true 
and complete copy of General Ordinance 
mo. G-m-71 passed by the Common 
Council on the 27th day of April, 1971, 
and that said Ordinance was duly s’Igned, 
and approved bv the Mayor on the 28th 
day of April, 1971 and now remains on 
file and on record In my office. 

WITNESS my hand, and the official seal 
of the City of Fort Wayne, Indiana, this 
28th day of April, 1971. 

(Seal) FUAD G. BONAHOOM, City Clerk. 
5—11-18. 
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PUBLISHER'S CLAIM 


LINE COUNT 

Display Matter (Must not exceed two actual lines, neither of which shall total more 
than four solid lines of the type in which the body of the advertisement is set) 
— number of equivalent lines 

Head number of lines 

Body number of lines 

Tail number of lines 

Total number of lines in notice 

COMPUTION OF CHARGES 


615 ..lines, JL.columns wide equals equivalent lines at m Z8Sd 

cents per line * r 


Additional charge for notices containing rule or tabular work (50 per cent of above 
amount) 


Charge for extra proofs of publication (50 cents for each proof in excess of two) 


TOTAL AMOUNT OF CLAIM 

DATA FOR COMPUTING COST 


614 

— 1. 

615 


$ 177.12 


$-177,12 


Width of single column 11 ems 


Size of type. 


5-Jr 


point 


Number of insertions.... two 


Size of quad upon which type is cast....5 


JL 

e 


Pursuant to the provision and penalties of Ch. 89, Acts 1967, 


I hereby certify that the foregoing account is just and correct, that the amount claimed is legally due, after allowing all just 
credits, and that no part of the same has been paid. 



Date .... 5-19-71 , 19. 
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CLERK 


PUBLISHER’S AFFIDAVIT 
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Personally appeared before me, a notary public in and for said county and state, the 


undersigned 


ARVILLA DEWALD 


who, being duly sworn, says 


that she is CLERK 0 f the 

.JQURNALdjAZEIIE _ 

DA TT Y 

a newspaper of general circulation printed and published 

in the English language in the city ) of FORT WAYNE. TNT) TA NA 

“town T ' T ' “* 

in state and county aforesaid, and that the printed matter attached hereto is a true copy, 

which was duly published in said paper for..2 time.fi , the dates of publication being 

as follows: 

May....^ 1971 



Subscribed and sworn to before me this... 19thiay of. 


My commission expires.. 


Notary Publ: 




March. 3, 1974. 


